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BXABRCULLIVE. COUNCIL. OFFICE: 


© Toronto, 15th June, 1916. 

»W.W. Pops, Eso., 

Secy. Hydro-Electric. Power Gommission, 

Toronto. 

DEAR SIR :— | 

I beg to enclose for your information copy of an Order 
of His Honour the Lieutenant-Governor in Council approv- 
ing of Regulations made by the Hydro-Electric Power Com- 
mision, in connection with generation of electric power, etc. 


Yours secnd 
ped) 4's Lvebhre ¢ CAPREOL. 


EXECUTIVE COUNCIL OFFICE. 


Copy of an Order-in-Council approved by His Honour 
the Lieutenant-Governor, the 15th day of June, A.D., 1916. 


Upon the recommendation of the Honourable the 
Attorney-General, the Committee of Council advise that pur- 
suant to the provisions of Section 10 of the Power Com- 
mission Act, 1916, Cap. 19, 6 George V., Your Honour may 
be pleased to approve of the accompanying Regulations made 
by The Hydro-Electric Power Commission of Ontario as to 
._ the design, construction, -installation, protection, operation, 
maintenance and inspection of works, plant machinery, 
apparatus, appliances, devices, material and equipment for 
’ the generation, transmission, distribution, connection and 
use of electrical power or energy by any municipal corpora- 
tion or Commission, and by any railway, street railway. 
electric light power or transmission company, or individual, 
generating, transmitting, distributing or using electric power 
or energy, or whose undertaking, works or premises are 
electrically connected with any plant for the generation, 
transmission or distribution of electric power or energy. 


Certified, 
‘els "Sed: )iry. Loken ALE CApRioL. 


Clerk, Executive Council. 
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An Act toamend the Power Commission Act, 6 George 


5 Geo. V, 


c. 19, s. 12 


amended. 


Regulations 
as to 
electrical 
works. : 


Order of 

Commission 
as to work 
to be done. 


Ordering 
cutting off 
of supply. 


Inspectors 
and their 
duties. 
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V., Chapter 19, Section 37, 1916. 


Section 37 of The Power Commission Act, 
as enacted by section 12 of The Power Commis- 
sion Act, 1915, is repealed and the following sub- 
stituted therefor :— 


37-—(1) The Commission may, with the ap- 
proval of the Lieutenant-Governor in Council, 
make regulations as to the design, construction, 


_installation, protection,operation, maintenance and 


inspection of works, plant, machinery, apparatus, 
appliances, devices, material and equipment for the 
generation, transmission, distribution, connection 
and use of electrical power or energy by any 
municipal corporation or commission and by any 
railway, street railway, electric light, power or 
transmission company, or by any other company 
or individual generating, transmitting, distribut- 
ing or using electric power or energy, or whose 
undertaking works or premises are electrically 
connected with any plant for the generation, 
transmission or distribution of electric power or 
energy, and the Commission may impose peun- 
alties for the breach of any such regulations. 


(2) The Commission may, at any time, order 
such work to be done in the installation, re- 
moval, alteration or protection of any of the 
works mentioned in subsection 1, as the Com- 
mission may deem necessary for ‘the safety of the 
public, or of workmen, or for the protection of 
the property damaged by fire or otherwise, and 
pending the performance of such work, or in 
case of noncompliance with the regulations or 
with any order of the Commission, may order 
the supply of electrical power or energy to be 
cut off from such works. 


(3) The Commission may appoint inspectors 
for the purpose of seeing that the regulations 
and orders of the Commission, made under the 
authority of this section, or any other provision 


vi 
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of this Act, are carried out and may collect the 
fees to be paid by any municipal corporation or 
commission, or by any company, firm, or indi- 
vidual under the regulations or by order of the 
Commission, and may provide for the payment 
of the remuneration, travelling and other ex- 
penses of the Inspector out of the fines and fees 
so collected or out of the funds appropriated for 
carrying on the work of the Commission. 


(4) Every Inspector so appointed may, during Powers as 
any reasonable hour, enter upon, pass over or to entering 
through any land, buildings or premises for the °™ PT°Perty. 
purpose of carrying out the regulations and 
orders of the Commission, and perform the duties 
assigned to him; and every municipal corpora- 
tion, or commission, company, firm, or individual, 
molesting, hindering, disturbing or interfering 
with an inspector in the performance of his duty, 
shall be guilty of an offence, and shall incur the = 
penalty provided by subsection 7. 


(5) Every municipal corporation or commis- puty as to 
sion, and every company, firm, or individual, complying 


upon receiving notice in writing by the Com- With written 


order of 


mission to remedy any defect or to make any Qommission. 


alteration, or carry out any work, or comply 
with such notice within the time thereby pre- 
scribed, and in default, shall incur the penalty 
provided by sub-section 7. ; 


_ (6) Every municipal corporation or commis- penalty for 
sion, and every company, firm or individual, sup- supplying 
plying electrical power or energy for use in any ee 

lectric works, plant, machinery, apparatus, ap-acwoeed 
elec , P ’ y, app » &D- approved. 
pliance or equipment before the same have been 
inspected and such supply authorized by the cer- 
tificate of the Commission, and after notice from 
the Commission of the unauthorized supply or 
use, shall incur a penalty of not less than $300 
nor more than $500. 


(7) Every municipal corporation or commis- Penalty for 
sion, and every company, firm and individual, re- phecheving 
fusing or neglecting to disconnect or discontinue Big toa 
the supply of electricity to any electric works, supply. 


plant, machinery, apparatus, appliances, or equip- 
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Other 
liability not 
affected. 


Penalty for 
disobeying 
regulations. 


Recovery of 
penalties 
under Rev. 


Stat., c. 90. 


ment, upon due notice in writing from the Com- 
mission so to do, shall incur a penalty of not 
less than $300 nor more than $500. 


(8) Nothing in this Act shall affect the liability 
of any municipal corporation or commission, or 
of any company, firm, or individual, for damages 
caused to any person or property by reason of 
any defect in any electric works, plant, ma- 
chinery, apparatus, appliance, device, material, or 
equipment, or in the installation or protection 
thereof, nor shall the Commission or any in- 
spector incur any liability by reason of any in- 
spection or the issue of any certificate or on 
account of any loss occasioned by the cutting off 
of the supply of electrical power or energy in 
accordance with the orders of the Commission, 


(9) Every municipal corporation or commis- 
sion, and every company, firm or individual, dis- 
obeying the provisions of this Act, or of the 
regulations, or any order of the Commission, 
shall incur a penalty of not less than $10 nor 
more than $50, and in the event of continuing 
the offence, of not less than $10 nor more than 
$50 for every day during which such offence con-. 
tinues. 


(10) The penalties imposed by or under the 
authority of this section shall be recoverable 
under The Ontario Summary Convictions Act 
and shall be paid over to the Commission. 


Vill 


PREFACE 


Object of Rules 

The object of the Rules and Regulations is to provide 
a standard for electrical installation and material, the proper 
observance of which will eliminate, so far as is practicable 
and reasonable; risk of injury to persons and property, and 
also of fire. 


Scope of Rules 

These Rules and Regulations have reference only to in- 
side work in ordinary buildings, e.g., residences, warehouses, 
factories, etc., and such work as may be attached to the 
outside of such buildings, and to the wiring of electric rail- 
way cars and car houses. Wiring and apparatus for signal- 
ling systems are also dealt with, but only on account of 
possible damage from power or lighting systems. 

Central and sub-station work for public supply, overhead 
and underground transmission and distribution, electrical 
work in mines, marine work and all electrical work involv- 
ing potentials exceeding 5,000 volts are not taken into con- 
sideration herein. 


General Arrangement of Rules 

The Rules in Section “A” cover chiefly such generating, 
transforming or other plant as is intended only for private 
supply to or by an individual or a Company and not that in 
central or sub-stations such as are usually designed by com- 
petent engineers. To all such work of the latter nature the 
Rules herein contained will apply in so far as they may be 
applicable, but in any case each separate generating or other 
plant will be treated on its own merits. The plants referred 
to in Section “ A” may, however, be used to a limited extent 
for. public supply, and the Commission may grant approval 
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for the use of such plants for public supply on being satisfied 
that any alterations or additions which may be found neces- 
sary have been properly carried out. 

Section “B” consists of Rules for apparatus, fittings, etc., 
and wiring under “ordinary conditions,” followed by rules 
necessary for-work under “ special conditions.” 

The rules dealing with special conditions are intended 
to apply only to such installations or portions thereof, as may 
require their observance, e.g., it is evident that in damp 
premises any equipment, etc., which may be installed in some 
room or portion of such premises from which dampness is 
excluded, will not be required to come under the special 
rules for damp places. 

The rules under Section “C” deal with varieties of work 
which, as they differ in some essentials from ordinary in- 
stallation work, cannot be governed by exactly the same 
regulations. 

The remainder of the book consists of sundry necessary 


items which do not properly come under the head of installa- 
tion work. 


General Precautions 

Where persons entirely without knowledge of electrical 
apparatus are obliged to operate switches, etc., in offices, 
houses, hotels, and the like, the whole of the work must be 
carried out in such a manner as to reduce’the risk of acci- 
dental shock to the lowest possible degree. It is to this end 
that all live parts in such premises must be so placed or pro- 
tected that no one would be likely to accidentally receive a 
shock or be burned. 

In installations or portions thereof to which only 
authorized persons have access, somewhat less care is neces- 
ary in obviating risk of shock with potentials below 650 volts. 
The term “Inaccessible to unauthorized persons” will be 
sufficiently complied with under the rules for low potentials 
if the apparatus, etc., referred to be placed in a room to 
which the entrance of unauthorized persons is forbidden, or 
a railing may be placed around a motor or switchboard, ‘etc., 
with a suitable notice nearby forbidding unauthorized per-. 
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sons to go within the railing, whereas, when the potential 
exceeds 650 volts, special precautions are necessary to render 
it unlikely that even authorized persons will accidentally 
receive shocks, i.e., live parts must be covered, guarded or 
placed out of reach, and exposed metal parts which do not 
carry current must be grounded. 

By “exposed metal parts which do not carry current” is 
meant only such bare metal parts as would be likely to be- 
come live either through the breakdown of any insulation 
between them and the live parts, or by reason of any foreign 
body, such as a nut, falling and accidentally connecting the 
case to the live parts. The term does not refer to covers of 
switches, sockets, receptacles, etc., which are specially lined, 
nor to the ferrules on knife switch handle§, nameplates or 
other bare metal which is obviously not likely to ever become 
“live.” 

General Rules. 


‘a. All electrical installation work covered by these Rules 
and Regulations must be carried out in accordance therewith 


and all electrical contractors, wiremen and others engaged . 


on such work, within the Province of Ontario, are required 
to see that they conform to the rules. 


b. In the interpretation of these rules all arbitrary figures 
or requirements must, where there can be no practicable 
objection, be rigidly adhered to.. In any case where it is 
quite impossible or manifestly unnecessary to thus rigidly 
adhere to the rules the question must be settled by the 
spirit of the rule, and the Commission may allow such 
deviation from the rules as circumstances may permit. 

In case any dispute arises as to the exact meaning or 
scope of any of these Rules and Regulations such dispute 
shall be referred to the Commission whose decision shall be 
final. 


c. All materials, fittings, etc., used in electrical installa- 
tions within the Province of Ontario must be approved by 
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the Commission; ctherwise their use will not be permitted. 
Work badly arranged or poorly executed will not be passed, 
even if the materials, etc., used, be satisfactory. 


Electrical equipment, apparatus, devices and wiring gen- 
erally must be so located or protected that damage will not 
be likely to result either to persons or property, or to the 
equipment, etc. 

d. Owners of factories and workshops and of any pre- 
mises where employees are engaged in operating any elec- 
trical plant or apparatus, such as generators or motors, weld- 
ing machines, electric smoothing irons, etc., etc., will be re- 
quired to keep their entire electrical installations in good 
condition in accordance with Section F. herein, which deals 
with maintenance and operation. 


e. Electrical contractors, wiremen or other persons about 
to carry out any installation work must notify the Commis- 
sion. The notice must be in writing on the form provided 
for the purpose by the Commission and must be accom- 
panied by the amount of the permit fee in accordance with 
the “Schedule of Fees” published herein. 


f. Neither new electrical installations, nor alterations or 
additions to existing ones shall be undertaken by any elec- 
trical contractor, wireman, or by any other person, until a 
permit authorizing the work has been obtained in writing. 


g. On any installation where workmen of other trades 
(such as carpenters, lathers, etc.) are, or will be, engaged, 
electrical contractors, wiremen or other persons carrying out 
electrical work shall place in conspicuous positions around 
their work, plain, legible notices warning such carpenters, 
etc., not to cover up or close in any electrical work from 
view until it has first been inspected. The posting up of one 
of the Commission’s properly authorized and signed “ Forms 
of Inspection” shall be evidence that this has been done. 
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h. Electrical contractors, wiremen, or other persons de- 
siring to have an installation, or portion thereof, inspected, 
shall give not less than twenty-four hours notice, in writing, 
to the Commission’s Electrical Inspection Department, or to 
the local representative thereof. 


Each application for inspection shall be accompanied by 
the amount of the inspection fee as determined in accord- 
ance with the “ Schedule of Fees” published herein. 


The following schedule of fees is hereby approved and 
authorized by the Commission for the services designated :— 


Schedule of Fees 


A. For inspecting Incandescent Electric Light Wiring. 


IOMEGEOUIELS Te ae ey a Sees 8. OS ce Whit cae cyte Oe $0.50 
GCrtomra: Gecletsmetes.. $6 ONIN Ari A ESS OF OR . 10 
(each additional) 
HITOESO OULICES aR 2G.cj eee. 20% FRR EOP: .05 
(each additional) 
RGetOniGOnOUllets Wise... ok. SE. RR OE .02 
(each additional) 
BGEM ETA TOOPOUUIEES cero otiaie < oo Fees «soe OS Eee « .OI 


(each additional) 
B. For Inspecting Motors. 
HUReCHTIC NIOLOrs, CaGn \.< occ ol oa oe hk eee laos $1.00 
Bacheadditional.motorian same plant: . in 2800s. .25 
C. For Inspecting Electric Signs. 
Bilectric. signs, eachweend asa eae SORES... $1.00 
More than one sign on same building ..... Oe .50 
(each additional) 


D. For Inspecting Electric Fixtures in Mercantile and 
Factory Buildings. 
For certificate covering complete fixture installa- 
tion along with wiring, and for same contractor, 
a charge of $1.00 over and above the wiring 
inspection fee will be made. 
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E. For Inspecting Residential Fixtures. 

When fixtures can be inspected along with wiring, 

_acharge of 25c. over and above wiring inspection 
fees will be made. When special fixture inspec- 
tions are required or necessary a charge of one- 
half the wiring inspection fee will be made, 
rating each fixture as an outlet with the mini- 
mum fee of 25c. 


F. For Special Inspections. 
Where no special fee is provided, inspections may 
be made at the rate of Soc. per hour, plus any 
actual travelling and hotel expenses. 


G. Permit Fees. 
A fee of Ioc. is to be paid by the applicant for each 


and every permit. 


SECTION A 


ELECTRIC! PLANT 


(All Potentials from 10 to 5,000 Volts) 
I. GENERATORS 


a. Must be located in a clean, dry place, and be either 
remote from combustible materials or efficiently isolated 
therefrom. 


In order to minimize, as far as possible, the danger of 
shock or fire, it is necessary, in all instances, to provide a 
suitable location. They should never be placed where any 
hazardous process is being carried on, nor in places where 
they would be exposed to inflammable gases or flyings of 
combustible material. 

Should it be necessary to place a generator in the work- 
room of a plant where combustible material abounds, as in 
Textile Mills, Flour Mills: and such like places, it must 
be cut off from the main room by means of a dust-tight 
enclosure. 

It is suggested that waterproof covers be provided, which 
may be used in cases of emergency. 


b. Must, when operating at a potential in excess of 300 
volts, have their base-frames permanently and effectually 
grounded. For potentials below 300 volts, the frames must 
be either properly grounded or efficiently insulated. 


Where, on any generator operating at more than 150 volts, 
there are any exposed live parts which can be readily touched, 
such as brush gear, terminals, etc., an inspector may require 
that there be a suitable insulating platform, of such dimen- 
sions that no person could readily reach such live parts with- 
out standing on the platform. 


[1] 


2 RULES AND REGULATIONS 


— 


c. Constant potential direct-current generators, except 
the exciters of alternating current machines, must, and alter- 
nating current generators may, be protected from excessive 
current by safety fuses or equivalent devices. 


For two-wire direct-current generators, single pole pro- 
tection will be considered as satisfying the above rule, pro- 
vided that the safety device is so located and connected that 
the means for opening it is actuated by the entire generator 
current, and that the action thereof will completely open the 
generator circuit. 


If a generator, not electrically driven, in a two-wire sys: 
tem, have one terminal grounded, the safety device above 
mentioned must be placed in the grounded lead. 


If a balancer set be used in conjunction with a two-wire 
direct-current generator for the purpose of obtaining a 
neutral for a three-wire system, a protective device must be 
installed such that, should the voltages on the two sides of 
the system become excessively unbalanced, it will so operate 
as to disconnect the three-wire system. _ 


d. Must be provided with a name-plate, giving the maker’s 
name, the normal rating in volts and amperes, and the nor- 
mal speed in revolutions per minute and, if alternating cur- 
rent, the frequency in cycles per second, and the number of 
phases. 


e. Terminal blocks, when used on generators, must be 
made of incombustible, non-absorptive material, such as 
slate, marble or porcelain. 


This would not prevent the use of appropriate bushings 
to protect the lead wires if brought through the frames of 
generators. 


f. Conductors leading from generators to switchboards 
must be in plain sight or readily accessible; they must also 
have a suitable insulating covering and be ‘securely and 
rigidly supported in such a manner that they cannot come 
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in contact with each other, in accordance with one or other 
of the methods of wiring described in Section “ B.” 


Inasmuch as it is not usual to provide circuit breakers 
or other forms of protective devices between generators and 
~switchboards, it is necessary that the foregoing Regulation 
be observed. 
The conductors may, of course, be run underground in 
watertight conduit or tile duct, but unless such ducts can 
be kept dry the conductors must be lead covered. 


4 RULES AND REGULATIONS 


II. STORAGE BATTERIES 


a. Each storage battery cell must be mounted on incom- 
bustible, non-absorptive insulators, such as glass or thor- 
oughly vitrified and glazed porcelain. 


= 


b. Battery rooms must be thoroughly ventilated. 


c. The use of any metal liable to corrosion must be 
avoided in cell connections of secondary batteries. 


Where the insulation on wires in battery rooms would 
rapidly deteriorate owing to the action of acid fumes, bare 
conductors may be used. For protection against corrosion a 
suitable acid-proof coating should be applied to such con- 
ductors. 


d. Batteries must in all cases be provided with proper 
controlling and protecting apparatus. 


The same precautions must be adopted in connection with 
battery installations as are necessary with current from any 
other source of supply, especially as a battery, unlike a 
generator, is never at any time “ dead.” 


\ 


SECTION A—ELECTRIC PLANT 5 


II. SWITCHBOARDS 


a. Panels of switchboards must be made of incombustible, 
non-absorptive, insulating material. 


b. Frame-work used for the support of switchboards must 
be substantially. constructed of iron or steel. 


c. Must be so placed or of such construction and general 
arrangements as to reduce to a minimum the danger of fire, 
and shock, burn or other personal injury. 


Switchboards must not be built down to the floor, nor 
up to the ceiling; a space of at least ten inches must be left 
between the floor and the board, and three feet, if possible, 
between the ceiling and the board. This is in order to pre- 
vent fire from communicating from the switchboard to the 
floor or ceiling, and also to prevent the forming of a par- 
tially concealed space, very liable to be used for storage 
of rubbish or oily waste. 

Deviations from this rule may be permitted where the 
floor and ceiling are fireproof. 

This rule will require that switchboards be installed only 
in dry places, 


d. Ample space must be left around every switchboard. 


Serious accidents are very liable to occur if men be com- 
pelled to work on live electrical apparatus, etc., in confined 
‘situations; hence the necessity for providing ample space. 

Switchboards must be easily accessible from all sides 
if the connections be on the back (see Fig. 1), but may, for 
small sizes, be mounted on a wall if the wiring be entirely 
on the face, provided that there is a space of at least one 
inch between the back of the board and the wall. Should 
there be, however, any live metal projections on the back of 
the board, such as switch terminals or other connections, 
this measurement must be taken from the nearest live part. 

3 


4 
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The object of this space is to prevent possible contact 
between the wall and live parts, as this would be liable 
to cause leakage, and to prevent accumulation of moisture 
between the back of the board and the wall. This space 
must be enclosed with sheet metal or other suitable incom- 
bustible material in order to prevent objects of any kind 


Fig. I 


( 
from dropping or lodging behind and becoming a source of 
danger. | 

The space behind other switchboards must. not be en- 
closed, either at the top, sides or bottom, except with a suit- 
able metal grating or netting. 

For all potentials above 650 volts, an enclosure as indi- 
cated above must be provided. 
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e. All cables, connections, resistances, etc., must be so 
situated as not to form any obstruction to the passageways 
around switchboards. 


f. Where it is necessary to place bare bus-bars or any 
apparatus having exposed live parts, either on the wall or 
overhead, behind switchboards, they must be in no case less 
than seven feet from the floor. 


This does not refer to bus-bars, etc., directly attached to 
the back of a switchboard. 


g. Where the potential does not exceed 650 volts, and 
the switchboard is of such dimensions as to require a man 
to go behind it for the purpose of repairs or attention, there 
must be a clear space of not less than 18 inches between the 
wall and any live parts on the back of the switchboard. 


By “clear space” is meant that the distance of 18 inches 
will be between the wall and the parts mentioned or any 
projecting pipe, apparatus, or other obstruction which may 
be attached to, or form part of, the wall. 

For potentials between 650 and 5,000 volts, this space 
must be at least 2 feet 6 inches, unless in any particular case 
it can be demonstrated to the satisfaction of the Inspector 
that a slight reduction will not materially increase the danger 
to anyone who might have to carry out repairs, or altera- 
tions, behind the board. 


h. For potentials from 150 to 650 volts all switchboards 
must either have an efficient insulating platform surround- 
ing them, or all live parts of apparatus must either be remote 
from access or provided with suitable covers. 


The platform called for in this rule must completely sur- 
round the switchboard, and the insulation thereby provided 
must be ample to afford sufficient protection against shocks. 
Platforms must be of rigid construction and have an even 
surface. . 
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i. For potentials above 650 volts, all live parts of switch- 
boards must be either remote from access or protected by 
suitable covers, even if an insulating platform be provided. 


For higher potentials than 650 volts, insulating platforms 
are not sufficient protection against shock and further pre- 
cautions must be taken as, for example, protection by a glass 
plate over instruments, grounded metal or insulating covers 
over switches, etc. 


j. For potentials above 300 volts, all exposed metal parts 
which do not carry current, including framework, switch 
handles, instrument cases, etc., must be permanently and 
effectually grounded if there be no insulating platform. For 
potentials above 650 volts, such parts must be grounded even 
if there be an insulating platform. 


This rule is of almost universal application, but there are 
certain cases where its enforcement would be detrimental 
or even defeat the object for which it is made, e.g., in electric 
railway work, if one pole only be brought to the switch- 
board, to ground the metal work on such a board would be 
to reintroduce a risk which had purposely been obviated by 
the elimination, from such board, of the other pole. It is 
obvious that in such a case no advantage could be gained 
from the application of the rule. 


k. All connections must be made with as little complica- 
tion as possible. 


Neatness and careful arrangement in this work is very 
essential, and is conducive to safety. In many cases, par- 
ticularly on large switchboards, it is desirable that the con- 
nections should be made more readily traceable by means 
of different colors or suitable tags. 


1. All main circuits except such as are permanently 
grounded must be provided with reliable ground detectors. 


~ 
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Detectors which indicate continuously and give an instant 
and permanent indication of a ground are preferable. Ground 
wires from detectors must not be attached to gas pipes within 
a building. 

Where continuously indicating detectors are not adopted 
the circuits should be tested at least once per day, and pre- 
ferably oftener. © 

In wiring switchboards the ground detector, voltmeter, 
pilot lights and potential transformers, must be connected 
to a circuit of not less than No. 14 B. and S. gauge wire, 
which must be protected by fuses which will limit the power 
in the circuit to 660 watts. 

In each case the fuses referred to in these circuits must 
be the smallest which circumstances will permit. 


m. All feeder switches must be provided with proper 
labels which plainly indicate the destination or purpose of 
each circuit controlled thereby. 


Card holders, with plainly written cards, will comply with 
this rule. 


n. All current-carrying parts of switchboards, and their 
connections, must be so proportioned, constructed and 
arranged that no undue rise of temperature can occur. 


This has special reference to bus-bars and other bare 
conductors used on switchboards, and indicates that they 
must be of sufficient size, and that good connections must 
be made; for instance, where two separate lengths of bus- 
bars are joined together, the contact area must be ample 
and the bars must be securely bolted or clamped together. 

Thirty degrees centigrade (86 deg. Fahr.) above the sur- 
rounding atmosphere will be considered a satisfactory limit- 
ing rise of temperature for this class of work. 
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IV. LIGHTNING ARRESTERS 


a. Must be attached to each wire of every outside over- 
head line connected with any generating or transforming 
station. 


66 


This rule does not apply to lines known as “ yard wires,” 
nor to ordinary overhead street service wires. 

b. Must be located in readily accessible places away from 
combustible materials, and as near as practicable to the 
point where the wires enter the building. 


In all cases kinks, coils and sharp bends in the wires, be- 
tween the arresters and the outdoor lines, must be avoided 
as far’as possible. 


c. Must be connected with a thoroughly good and per- 
manent ground connection by metallic strips or wires. 


Such strips or wires must have a current-carrying capacity 
not less than that of No. 6 B. and S. gauge copper wire, and 
must be run as nearly in a straight line as possible fom 
the arresters to the ground connection. 

Ground wires for lightning arresters must not be attached 
to gas pipes within buildings, nor be run.inside of iron pipes, 
unless they are soldered or otherwise effectively connected 
thereto. 


d. All choke coils or other attachments inherent to light- 
ning protection equipment, must have an insulation from 
the ground and from other conductors equal at least to the 
insulation demanded at other points of the circuit in the 
station. 
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V.. TRANSFORMERS 


a. Where installed inside of, or attached to, any building 
and where the potential on the high tension side exceeds 
300 volts, the cases of both air and oil-cooled transformers 
must be permanently and effectually grounded. For lower 
potentials they must either be properly grounded or effec- 
tually insulated. | 


In the case of transformers (such as instrument trans- 
formers) employed as an integral, but subsidiary, part of 
some electrical apparatus, exposed metal parts which do not 
carry current must be grounded unless the transformers 
be so placed or guarded as to comply with the rules appli- 
cable to the higher voltage. 

b. Must be located as near as possible to the point at 
which the primary wires enter the building. 

This rule assumes that most transformers will be used 
for stepping down, as is usually the case; should, however, 
a transformer be used for stepping up it will be desirable to 
so locate it that the high voltage leads shall be as short 
as possible. Where the highest voltage does not exceed 650 
the rule as it stands should be observed in any case. 


OIL-COOLED 

c. Must be placed in fireproof compartments and must be 
entirely remote from all combustible material. 

The risk of fire, should the oil become ignited, is very 
great, as it would be very difficult to extinguish it. 

Fireproof compartments must be so made that oil could 
not leak out and, in the case of large transformers, such 
‘compartments must have a suitable outlet, near the top, to 
the open air, to allow of the escape of gases and prevent 
possible explosion. 

Inlet for fresh air is to be provided by a flue or iron pipe 
leading from the outside air and entering the vault at a point 
not less than three feet from the floor. In no case must the 
inlet be less in area than the equivalent of a six-inch pipe. 

Where practicable, such compartments must only be 
accessible from the outsides of buildings, and must have a 
sill on the floor, at the door opening, of such a height as to 
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effectually prevent oil from overflowing through the door- 
way. 

The floor should drain to one point, and may be connected 
to the drainage system or to an underground tank located 
outside the building. 

An approved fire-door must be provided and equipped 
with a lock. 

d. Must not be located over roofs of any buildings, nor 
directly attached to the walls of frame buildings, but may be 
attached to brick, stone or concrete walls or to metal walls 
not built on wooden framing. 

Where no other location is practicable, they may, how- 
ever, be supported on the walls of frame buildings on metal 
brackets, which will separate the transformers at least two 
feet from the nearest woodwork. 

Care must be exercised, when locating transformers on 
walls, not to place them immediately under the eaves or 
woodwork of cornices, nor in the immediate vicinity of 
window or other openings. 


AIR-COOLED 

e. Must not be placed inside of any building excepting 
stations, if the highest available voltage of either the high 
or low tension winding exceeds 650 volts. 


Special permission may be given for the use of small air- 
cooled transformers (up to 1 k.w.) for testing purposes. 


f. Must be so mounted that the case will be at a distance 
of at least one foot from combustible material or separated 
therefrom by incombustible, non-absorptive insulating 
material, such as slate, marble or soapstone. 


This will require the use of a slab or panel somewhat 
larger than the transformer. 

As it frequently happens that transformers are properly 
installed in the first instance, but that, later, combustible 
materials are placed or stored in the vicinity, they must be 
suitably partitioned off with incombustible material, which 
must in all instances surround the transformers, where there 
is any likelihood of this being done. A substantial wire 
netting is recommended as an effective protection. 
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VI. MOTORS 


ALL MOTORS A.C. AND D.C. 


a. Motors and their equipment must be so located or 
protected as to reduce the risk of fire, and shock or other 
injury, to a minimum. 


Fig. 2 


This rule would require in the case of commutator motors 
that they be located in such a way that sparks from the 
commutator would not be likely to ignite inflammable ma- 
terial such as an oily floor, or dust or lint which might 
accumulate thereon. Commutator motors should never. be 
placed directly on a wooden floor, but should be provided with 
a suitable galvanized iron tray, or the floors should at least, 
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e 
be covered with a sheet of galvanized iron sufficiently large 
to effectively prevent the communication of fire to the floor 
from the causes referred to above. Care must also be exer- 
cised in the proper grounding of the frames of motors where 
called for. The use of terminal boards with exposed’ live 
parts will not be permitted where employees or others could 
inadvertently come in contact therewith, or where they 


Fig. 3 


would be considered*a fire hazard. Either an approved form 
of connector, or a terminal board without open connections, 
must be used. Where there is danger of persons coming in 
contact with these or other live parts of the motor, the 
motor may be covered with a suitable wire cage, or located 
inside a metal enclosure sufficiently ventilated to prevent an 
excessive rise of temperature and of sufficient size to allow 
free access to all parts of the machine. 
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The same general precautions apply to starting apparatus. 
Open switches or starting devices must not be used if located 
where they can be inadvertently touched or can be handled 


Fig. 4 


Showing properly installed starting apparatus. Left'hand boxes are Closed as 
normally required in practice; right hand boxes are open for purposes 
of illustration. 
by unskilled persons. The placing of a switch and starting 
apparatus in an enclosure as shown in Fig. 3 is only per- 
mitted when the operation thereof is entirely in the hands of 
a skilled person and where the enclosure is under lock and 
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key. In other cases the switch must be of an enclosed type 
which can be operated by a handle on the outside, and the 
starting box must be of the all-enclosed type, or the bare 
parts covered in such a way that no one can SR) 
come in contact therewith. (See Fig. 4.) 

All starting boxes or other devicgs where arcing or 
sparking can take place must be of a dust-tight pattern and 
so constructed that such arcing or sparking could not com- 
municate fire to linen or other inflammable material which 
might accumulate thereon or in dangerous proximity thereto. 

Starting devices must be equipped with tight casings 
enclosing all current-carrying parts, in all. dusty or linty 
places. (See Fig. 3.) A 


b. The wiring to motors must be carried out in accord- 
ance with such rules as apply for the method of wiring 
adopted. (See Section “B” for “ Low Potential Work” and 
“ High Potential Work.’’) 


The motor leads or branch circuits must be designed to 
carry at least 25 per cent. more current than that for which 
the motor is rated. Where the wires under this rule would 
be overfused in order to provide for the starting current, 
as is the case with many alternating current motors, they 
must be of such size as to be properly protected by these 
large fuses. 

The current used in determining the size of the con- 
ductor for any one varying-speed alternating current motor 
must be the percentage of the 30-minute current rating of 
the motor as given for the several classifications of services 
in the following table:— 

Percentage of 
Classification of Service— current rating 
of Motor 
Operating valves, raising or lowering rolls, tool 
heads, set chasis.» stb cae mere eee a ee eee 200 
Rolling .tables: att. a} apusmita ac. Sane ee 180 
Hoists, rolls, ore and coal-handling machines... 150 
Freight and passenger elevators, shop ack 


tool heads and pumps Lee 


oe ee ee ee ee wee we oo 
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Varying speed motors are motors in which the speed 
varies automatically with the load, decreasing when the load 
increases, and vice-versa. The term does not mean motors 
in which the speed is varied by the use of different windings 
or groupings of windings, or motors in which the speed is 
varied by external means, and in which, after adjustment to 
a certain value, the speed remains practically constant. (See 
“ Useful Data,” paragraph “b,” page 137.) 


c. Each motor and resistance box must be protected by a 
cut-out and controlled by a switch. 


The fact as to whether the switch is “closed” or “ open” 
must be plainly indicated. 


Fig. 5 


Showing Motor with Pipe Railing around it. 


The use of open knife switches will only be permitted if 
they be located where employees or unskilled persons can- 
not come in contact therewith. 

Small motors may be grouped under the protection of 
a single set of fuses, provided that the current rating of the 
fuses does not exceed I0 amperes and the total wattage of 
the circuit does not exceed 660. 

With motors of one-fourth horse-power or less, on circuits 
where the potential does not exceed 300 volts, single pole 
switches may be used. 
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The starting equipment must, where practicable, be 
located within sight from the motor. 

Where the circuit-breaking device on the motor-starting 
equipment disconnects all wires of the circuit, the switch 
called for in this rule may be omitted. 

Overload-release devices on motor-starting rheostats will 
be considered to take the place of the cut-out required by 
this rule, if they be inoperative during the starting of the 
motor. 

An automatic circuit-breaker, disconnecting all wires of 
the circuit may, however, serve as both switch and cut-out. 
(See ‘“ Controlling and Protecting Apparatus,” Rule “g,” 
page 26.) 


A.C. MOTORS 


Where the starting current required for alternating cur- 
rent motors, up to, but not including, 5 h.p., does not exceed 
twice the normal full load current, they may be protected 
by one set of fuses; but where it is necessary to fuse the 
circuit beyond this limit, and in sizes from 5 to 7% h.p. in- 
clusive, they must be starved with an approved form of 
double-throw switch, plainly indicating the starting and run- 
ning sides, and constructed in such a way that the switch 
cannot be. accidentally left in the starting position. The 
switch must be properly fused on the running side, but may 
be connected directly to the circuit on the starting side. 

In larger sizes all alternating-current motors must be 
started with approved compensators or equivalent devices. 

Where rubber-covered conductors carry the current of 
only one a. c. motor of a type requiring a large starting 
current, they may be protected either by fuses or by auto- 
matic circuit breakers without time limit devices, rated 
in accordance with Table “B,” “ Conductors.” 

The rated continuous current capacity of a time-limit 
circuit-breaker protecting a motor of the above type need 
not be greater than 125 per cent. of the motor current 
rating, provided that the time-limit device is capable of pre- 
venting the breaker from opening during the starting period. 
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d. The frames of stationary motors must be grounded in 
the same manner and under the same conditions as called 
for under Rule “b,” “ Generators.” 


e. Must not be run in series-multiple or multiple-series, 
except on constant potential systems, and then only by 
special permission. 


The objection to combinations of this character is that 
the cutting out of one motor, by accident or carelessness, 
may subject the others to a current or voltage greater than 
that for which they are designed and, should this occur and 
the protecting devices fail, as sometimes happens, there is 
very likely to be severe arcing, or a burn-out. 


f. Must, when combined with ceiling fans, be hung from 
insulated hooks, or else there must be an insulator inter- 
posed between the motor and its support. 


g. Must each be provided with a name-plate giving the 
maker’s name, the rating in volts and amperes, the normal 
speed in revolutions per minute, and if for alternating cur- 
rent, the frequency in cycles per second, and the number of 
phases. 


All varying (or variable) speed motors, except those used 
for electric railway car service, must be marked with the 
maximum current which they can safely carry for thirty 
minutes, starting cool. 


h. Terminal blocks, when used on motors, must be of 
approved incombustible, non-absorptive, insulating material, 
such as slate, marble or porcelain. 


In all cases terminal blocks, if used, must be of sttch a 
type that it will be impossible to come accidentally in con- 
tact with live parts or to short circuit them. 


i. Adjustable speed motors, unless of special and appro- 
priate design, if controlled by means of field regulators, must 
be so arranged and connected that they cannot be started 
under weakened field. 
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VII .ELECTRIC CRANES 


All wiring, apparatus, etc., not specifically covered by 
special rules herein given, must conform to all such rules in 
this book as are applicable thereto, except that the switch 
referred to under “ Motors,” Rule “c” may be omitted. 


1. WIRING 

a. All wires, except bare collector wires, those between 
resistances and contact plates of rheostats and those sub- 
jected to severe external heat, must be approved, rubber- 
covered, and not smaller in size than No. 12 B. and S. gauge. 
Wires between resistances and contact plates of rheostats, 
if subjected to severe external heat, must have an approved 
slow burning insulation. 


b. All wires, excepting collector wires and those run 
in metal conduit or approved flexible cable, must be supported 
by knobs or cleats which separate them at least one inch 
from the surface wired over, but, in dry places, if space be 
limited and the requisite minimum separation cannot be 
obtained, each wire must be separately encased in approved 
flexible tubing securely fastened in place. 


Collector wires must be supported on suitable in- 
sulators so mounted that even with the extreme movement 
permitted the wires will be separated at all times at least 
one and one-half inches from the surface wired over. Col- 
lector wires must be held at the ends by suitable strain 
insulators. : 


c. Main collector wires carried along the run-ways 
must be rigidly and securely attached to their insulating sup- 
ports at least every twenty feet, and separated at least six 
inches when run in a horizontal plane; if not run in a hori- 
zontal plane, they must be separated at least eight inches. 
If spans longer than twenty feet are necessary, the distance 
between wires must be increased proportionately, but in no 
case shall the span exceed forty feet. 
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d. Where bridge collector wires are over eighty feet long, 
insulating supports on which the wires may lie loosely must 
be provided at least every fifty feet. 

Bridge collector wires must be kept at least two and 


a half inches apart, but a greater spacing should be main- 
tained wherever practicable. 


e. Collector wires must not be smaller in size than speci- 
fied in the following table for the various spans:— 


Distance in a Size wire 

feet between required 

rigid supports B. and S. Gauge No. 
o to 30 6 
31 to 60 4 
over 60 2 


2. COLLECTORS 


Collectors must be so designed that sparking between 
them and collector wires will be reduced to a minimum. 


3. SWITCHES AND CUT-OUTS 


a. The main collector wires must be protected by a 
cut-out and the circuit controlled by a switch. The cut-out 
and switch must be so located as to be easy of access from 
the floor. 


b. Cranes operated from cabs must have a cut-out and 
switch connected into the leads from the main collector 
wires and must be so located in the cab as to be readily 
accessible to the operator. 


c. Where there is more than one motor ona single 
crane, each motor lead must be protected by a cut-out located 
in the cab. 


4 
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4, CONTROLLERS 

Controllers must be installed according to the rules 
under “ Resistances,” except that if a crane be located out of 
doors, wires between resistances and contact plates of rheo- 
stats must have a rubber insulation where they are exposed 
to moisture, and also where they are grouped. 


If a crane operate over readily combustible material, 
the resistances must be placed in an incombustible enclosure, 
thoroughly ventilated and so constructed that it will not 
permit any flame or molten metal to escape in the event 
of resistances burning out. If the resistances be located 
in the cab this result may be obtained by constructing the 
cab of non-combustible material and providing sides which 
enclose the cab from its floor to a height of at least 6 
inches above the top of the resistances. 


5. GROUNDING 

All exposed metal parts, which do not carry current, 
including handles, covers, motor frames, the entire frame 
of the crane, and the tracks, etc., must be permanently and 
effectually grounded. 


6. PROTECTION OF LIVE PARTS 

For potentials above 150 volts all live ungrounded 
parts of motors, apparatus, etc., must be so placed or 
guarded that they cannot be accidentally touched. 


If it is impossible to place or guard the trolley wires, 
so as to comply with this rule, suitable warning notices must 
be placed in conspicuous situations. 


SECTION B 
INSTALLATION WORK 


(All Potentials from 10 to 5,000 Volts) 


I. ABRBPARATUSP FITTINGS, FIXTURES, EFC. 


For potentials up to 300 volts all live parts of ap- 
paratus and fittings must be so placed or protected that un- 
authorized persons will not be liable to accidentally receive 
shocks therefrom. 

For potentials between 300 volts and 650 volts all 
such parts must be so placed or protected that unauthorized 
persons cannot come into accidental contact therewith. 

For higher potentials, see “High Potential Work,” 
Rule “ d.” 


1. Controlling and Protecting Apparatus 


(Switches and Cut-outs) 


a. Switches and cut-outs must be readily accessible, in 
plain sight, and unless specially designed for use in damp 
places must be located in dry situations. Where practicable 
they should be grouped. In all cases where they could be 
inadvertently touched or become a source of danger to 
either persons or property they must be in the form of 
‘ approved panels or enclosed in approved pockets, boxes or 
cabinets. . 


Must not be placed where exposed to mechanical 
injury nor in the immediate vicinity of easily ignitible stuff, 
nor where exposed to inflammable gases or dust, or to flyings 
of combustible material. 

Where the occupancy of a building is such that 
switches, cut-outs, etc., cannot be located so as not to be 
exposed as above, they must be enclosed in approved dust- 
proof cabinets, with self-closing doors; oil switches, and cir- 
cuit breakers which have dust-tight casings, are excepted. 
(See Figs. 6 and 7.) 

23 
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Key sockets will not be approved if installed over 
specially inflammable stuff, or where exposed to flyings of 
combustible material. 

Remote control switches, where the means of control 
is accessible, will be considered as complying with the rule. 


ss 


‘ig. 6 Hig. 7 | 


Single-throw knife switches must be so placed that 

_ gravity will not tend to close them. Double-throw knife 

switches may be mounted so that the throw will be either 

vertical or horizontal, as preferred, provided that, if mounted 

vertically, they be furnished with a suitable stop which will 
effectually prevent them from being closed by gravity. 
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When practicable, switches must be so wired that the 
blades will be “dead” when the switches are open. 

Up to 250 volts and 30 amperes, indicating snap 
switches are preferable to knife switches for lighting cir- 
cuits. 


The use of open fuses will not be permitted. 


b. Cut-outs must be placed at every point where a change 
is made in the size of wire (unless the cut-out in the larger 
wire will protect the smaller). 


Fixture wire, or flexible cord of No. 18 B. and S. gauge, 
will be considered as properly protected by Io ampere fuses. 


c. Cut-outs must not be placed in the canopies or shells 
of fixtures. as 


d. Cut-outs must be so arranged that no set of incandescent 
lamps requiring more than 660 watts, whether grouped on one 
fixture or on several fixtures or pendants, will be dependent 
upon one cut-out. . 


In order to determine the minimum number of lighting 
circuits required, in residential work, all pendant outlets 
shall be considered as taking not less than 120 watts and 
bracket outlets not less than 60 watts. 

Receptacles, used for portable lamps only, may be rated as 
brackets. 

Exceptions may be made in the case of large fixtures. 


The above shall also apply to motors, except that small 
motors may be grouped under the protection of a single set 
of fuses, provided that the current rating of the fuses does 
not exceed I0 amperes. : 


The fuses in the branch cut-outs, except for motors, as 
noted above, must not have a rating greater than that given 
in the following table:— 


Bie A Ole 1CSSst nna wit eer te tina «ie I2 amperes 
Overnes Ap £6 250: 01 tSetene Mies corn clogs 10 amperes 
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For sign and outline wiring, supplied by circuits of 55 
volts or less, branch circuit fuses of 25 ampere capacity may 
be used. 


e. In three-wire, direct-current or single-phase systems, 
the fuses must be omitted from the neutral wires. 


Under the above conditions, all branches or taps (from 
any such three-wire systems), which are directly connected to 
lamp sockets, or other translating devices, must be run as 
two-wire circuits; and every branch or tap must be so run, 
if the difference of potential between the two outside wires 
be over 250 volts; in either case, both wires of such branch 
or tap circuits must be protected by proper fuses. 


The neutral wire must, in all such cases, be at least equal 
in carrying capacity to that of the larger of the outside wires. 


The neutrals of all such systems as are referred to in the 
rule must be grounded, as will be required by those sections 
of the “ Rules and Regulations” not yet published. 

Pending the issue of such sections, and until further 
notice, the grounding of such wires must be carried out in 
accordance with the rules in Section “E,” “Grounding” herein 
contained. 


f. The rating of fuses must not exceed the allowable cur- 
rent carrying capacity of the wires as given in Tables “A” and 
“B,” “Conductors.” 


Circuit breakers must not be set to operate at more than 
30 per cent. above the allowable current-carrying capacity 
of the wire unless a fusible cut-out be also installed in the 
circuit. 


Where rubber-covered wire is used for the leads or 
branches of alternating current motors of the type requiring 
large starting currents, the wire may be protected in accord- 
ance with Table “B,” “ Conductors,” except when circuit 
breakers, equipped with time-element devices are installed. 


g. Each. main lead of motor circuits, except on a main 
switchboard or when otherwise subject to competent super- 
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vision, must be protected by a fuse whether automatic over- 
load circuit-breakers be installed or not. 


Single-phase and direct-current motors may have one side 
protected by an approved automatic circuit-breaker only if 
the other side be protected by a fuse. For circuits having a 
maximum capacity greater than that for which enclosed fuses 
are approved the use of circuit-breakers alone will be. per- 
mitted. 

h. Single pole switches must not be used for the control 
of outdoor signs, nor placed in the neutral of a three-wire 
eystem except in a two-wire branch or tap circuit, supplying 
not more than 660 watts. 


Fig. 8 
When wiring for so-called three-way switches, or 
any similar switches controlling lights from more than one 


point, they must be wired so that the terminals at any one 
switch will be single pole. (See Fig. 8.) 
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ii Where flush switches or receptacles are used, 
whether with conduit systems or not, they must be enclosed 
in an approved box constructed of iron or steel in addition to 
the porcelain enclosure of the switch or receptacle. 


No push buttons for bells, gas-lighting circuits, or the 
like, shall be placed on the same wall-plate with switches 
controlling electric light or power wiring. 


j. On constant potential circuits all switches controlling 
circuits supplying current to motors or heating devices, and 
all ‘cut-outs (except as hereinafter described) must be so 
arranged that the cut-outs will protect, and the opening of 
the switch will at one operation disconnect, all the wires; 
that is, in a two-wire system the two wires and, in a three- 
wire system, the three wires. 


For exceptions as to switches, see the rules under 
“Motors,” “ Heating Apparatus,” “Electric Cranes,’ and 
as to cut-outs, those in this section relating to three-wire 
systems. 


When installed without other automatic overload pro- 
tective devices, automatic overload circuit-breakers must 
have the poles and trip coils so arranged as to afford com- 
plete protection against overloads and short circuits, and also 
if used in place of the switch, must be so arranged that no 
one pole can be opened manually without disconnecting all 
of the wires. 


k. Sad irons and other devices consuming more than 250 
watts must not be attached to ordinary 250 watt sockets. 


For such work 660 watt sockets will be required unless 
proper receptacles be provided. Plugs in all cases must be 
of the pull-out type. 


l. Time switches, sign flashers and similar appliances 
must be of approved design and enclosed in an approved 
metal cabinet. 
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m. For potentials above 300 volts, all exposed metal parts, 
of controlling and protecting apparatus, which do not carry 
current, must be permanently and effectually grounded. 


2. Resistances, Economy Coils, Etc. 


a. Resistances, etc., must be so placed, or protected, that 
the risk of fire will be reduced to a minimum. 


The normal working temperature of resistances and 
similar apparatus is usually high, so that an increase of cur- 
rent will very readily cause serious overheating, liable to 
set fire to adjacent material, if this be of a combustible nature. 
Such apparatus must, therefore, be protected by suitable 
covers of incombustible material, or they must be so placed 
that the risk of fire. will be practically eliminated, either in 
the event of their being completely burned out, or remain- 
ing at an excessive temperature. 

They must be placed on a switchboard, or at a distance of 
at least one foot from combustible material, or separated 
therefrom by a slab or panel of incombustible, non-absorptive 
insulating material, such as slate, soapstone or marble, some- 
what larger than the rheostat, which must be secured in 
position, independently of the rheostat supports. Bolts for 
supporting the rheostat must be countersunk at least one- 
eighth inch below the surface at the back of the slab, and 
filled. For proper mechanical strength, the slab should be 
of a thickness consistent with the size and weight of the 
rheostat, and in no case less than one-half inch thick. 

If resistance devices be installed in rooms where dust 
or combustible flyings would be liable to accumulate on 
them, they must be equipped with dust-proof face plates. 

Where protective resistances are necessary, in connection 
with automatic rheostats, incandescent lamps may be used, 
provided that they do not carry or control the main current, 
nor constitute the regulating resistance of the device. 

When so used, lamps must be mounted in porcelain re- 
ceptacles upon incombustible supports, and must be so 
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arranged that they cannot have impressed upon them a volt- 
age greater than that for which they are rated. They must, 
in all cases, be provided with a name-plate, which shall be 
permanently attached beside the porcelain receptacle or re- 
ceptacles, and stamped with the candle-power and voltage 
of the lamp or lamps to be used in each receptacle. 


b. Must be made entirely of incombustible materials, ex- 
cept minor parts such as handles, magnet insulation, etc., of 
rheostats. All segments, lever arms, etc., must be mounted 
on incombustible, non-absorptive insulating material. 


Rheostats used in dusty or dirty places, or where exposed 
to flyings of combustible material must be so constructed 
that, even if the resistive conductor be fused by excessive 
current, the arc or any attendant flame will be quickly and 
safely extinguished. Rheostats used in places where the 
above conditions do not exist may be of any approved type. 


c. Wherever insulated wire is used for connection be- 
tween resistances and the contact plates of rheostats, the 
insulation must be “slow burning.” 


For large field rheostats and similar resistances, where 
the contact plates are not mounted upon them, the connect- 
ing wires must be run together in groups -so arranged that 
the maximum difference of potential between any two wires 
in a group shall not exceed 75 volts. Each group of wires 
must either be mounted on incombustible, non-absorptive 
insulators giving at least one-half inch separation from the 
surface wired over; or, where it is necessary to protect the 
wires from mechanical injury or moisture, be run in approved 
lined conduit or its equivalent. 


d. For potentials above 300 volts, all exposed metal parts 
which do not carry current must be permanently and effec- 
tually grounded. 
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3. Heating Apparatus 


a. All electric heating apparatus must be so constructed, 
placed or protected that, whatever rise in temperature may 
occur, the risk of fire will be practically negligible. 


Devices of this description will often require a suitable 
heat-resisting material placed between them and their sur- 
roundings. Such protection may be secured by instal- 
ling two or more plates of tin or sheet steel with one-inch 
air space between, or by alternative layers of sheet metal 
and asbestos, with a similar air space. 


b. Must be protected by cut-outs and controlled by in- 
dicating switches. Switches must be double-pole unless the 
device controlled requires less than 660 watts of energy. 


This rule must be complied with in the case of apparatus, 
such as electric cooking ranges, in which several separate 
heating elements (which are not necessarily required to be 
in use simultaneously) are employed, by providing a separate . 
cutout to protect each element. Both the cutouts and the 
switches called for by this rule must be so placed or pro- 
tected that it will be impossible for anyone to accidentally 


6c 


touch any live parts. (See rule “g” below.) 


It is strongly recommended that every electric cooking 
range be controlled individually by a separate switch capable 
of entirely cutting off the supply of electric energy. 


If the wall receptacle to which any heating or other 
thermo-electric device is connected be equipped with an in- 
dicating switch which entirely cuts off the supply of electric 
energy, this rule, so far as a controlling switch is concerned, 
will be considered as complied with, even if the heater or 
other device consume more than 660 watts. 


The foregoing paragraph applies. to residences, but in 
mercantile or manufacturing establishments there must also 
be in addition to the said switch, a pilot light indicating 
clearly whether current is on or off. 
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The receptacle referred to above must not be placed near 
the floor line or where exposed to injury unless enclosed in 
a steel cabinet or in a box flush with the finish of the room. 


c. Must never be concealed when it is practicable to have 
them exposed to view, and when concealment is necessary 
it will only be permitted where there is no risk of fire. 


d. For portable heating apparatus the flexible conductors 
must be connected to an approved plug device, so arranged 
that the plug will pull out and open the circuit in case any 
abnormal strain be put on the flexible conductor. 


This device may be stationary, or it may be placed in the 
cord itself. The cable or cord must be attached to the heat- 
ing apparatus in such manner that it will be protected from 
kinking, chafing or like injury at or near the point of connec- 
tion. 


e. Smoothing irons, sad irons, and other heating appli- 
ances that are intended to be applied to inflammable articles, 
such as clothing, must conform to the above rules so far as 
they apply. 

They must also be provided with an approved stand, on 
which they should be placed when not in use. 


f. Must each be provided with a name-plate giving the 
maker’s name and the normal rating in volts and amperes. 


g. For potentials above 300 volts, all exposed metal parts, 
which do not carry current, must be permanently and effec- 
tually grounded. 


In the case of electric cooking ranges and apparatus of a 
like character this rule must be observed for all potentials 
both above and below 300 volts. 


4. Arc Lamps 


a. Must, when used on constant potential circuits, have a 
cut-out for each lamp, or series of lamps. 


The branch conductors must have a current carrying 
capacity about 50 per cent. in excess of the normal current 
required by the lamp. 
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b. Incandescent lamps must not be used as resistances 
for arc lamps. 


c. Where exposed to the flyings of inflaminable material, 
none but the “enclosed” type of arc lamp will be permitted 
(which must be complete with inner and outer globes), and 
then only on constant potential circuits up to 650 volts. 


In other locations, if outer globes, open at the top, be 
used, they must be provided with approved spark arresters, 
or the carbons must be enclosed in a tight-fitting inner globe. 
If the outer globe be omitted entirely, the carbons must be 
enclosed in a tight-fitting inner globe. 

Inspectors may require a wire netting around the outer 
globe of arc lamps, where there is evident danger from their 
being suspended overhead; as an illustration:—in audi- 
toriums, theatres, concert halls, or any building where this 
form of lighting has been temporarily or permanently in- 
stalled over an assemblage of people, where falling glass 
would constitute a serious danger. 


d. Where approved hanger-boards are not used, arc lamps, 
if suspended, must be hung from insulating supports other 
than their conductors. 


e. Arc lamps, when arranged to be raised or lowered, 
either for carboning or other purposes, must be connected 
up with stranded conductors from the last point of support 
to the lamp, when such conductors are larger than No. 14 
B. and S. gauge. 


f. All arc lamps must be placed out of reach except in 
the case of those used for photography or other like pur- 
poses. 


5. Gas Filled Incandescent Lamps. 


a. Must be so grouped that not more than 660 watts (nor 
more than 16 sockets or receptacles) are to be dependent on 
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one cut-out, except that in cases where wiring equal in size 
to No. 14 B. & S. gauge is carried directly into keyless 
sockets or receptacles, the location of which is such as to 
render unlikely the attachment of flexible cords thereto, the 
circuits may be so arranged that not more than 1,320 watts 
(or 32 sockets or receptacles) will be dependent on the final 
cut-out, Where a single socket or receptacle is used on a 
circuit the limitation of watts permissible on the final cut-out 
shall be the maximum capacity for which such socket or 
receptacle is approved. 


b. Must not be used in show windows or in other loca- 
tions where inflammable material is liable to come in contact 
with lamp equipment except where used in connection with 
approved fixtures where temperature of any exposed por- 
tion of same does not exceed 200 degrees Fahr. (93 degrees 
Centigrade). 


c. Must not be used in connection with medium-base 
sockets or receptacles if of above 200 watts nominal capacity 
nor with Mogul base sockets or receptacles if of above 1,500 
watts capacity. If of above 100 watts, must not, if provided 
with a shade, reflector, fixture or other enclosure above the 
socket, be used in either medium or Mogul base types of 
sockets or receptacles having fibre or paper linings. 


d. Fixtures within buildings must be wired with conduc- 
tors of approved slow-burning or asbestos covering where 
the temperature to which wire is subjected at any point ex- 
ceeds 120 degrees Fahr. (49 degrees Centigrade). Where 
fixtures are placed outside of buildings approved rubber-in- 
sulated wire is required. 


6. Vapor Lamps 


ENCLOSED MERCURY VAPOR LAMPS 

a. Must have a cut-out for each lamp, or series of lamps, 
except where contained in a single frame and lighted by a 
single operation, in which case not more than five lamps 
should be dependent upon a single cut-out. 
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HIGH POTENTIAL VACUUM TUBE SYSTEMS 


b. The tube must be so installed as to be free from lia- 
bility to mechanical injury or contact with inflammable 
material. 


c. High potential coils and regulating apparatus must be 
installed in an approved steel cabinet not less than one-tenth 
inch in thickness, and well ventilated in such a manner as to 
prevent the escape of any flame or sparks in case of burn- 
out in the various coils. 


All apparatus in this box must be mounted on a slate 
base, and the enclosing case must be positively grounded. 
Supply conductors leading into this high potential case must 
be installed in accordance with the standard requirements 
governing low-potential systems, where the potential differ- 
ence between such conduttors does not exceed 300 volts. 


7. Portable Lamps 


a. When portable lamps are used in places where they 
would be subjected to mechanical injury, they must be prop- 
erly protected. 


This will require the socket to be attached to a suitable 
wood or composition handle and metal guard. They must 
be of a type in which the handle and guard are rigidly secured 
to one another, and there must be a hook, either on the 
guard or handle to hang the lamp by, when not in use. They 
must also be of a type in which the socket, as well as the 
lamp, is enclosed within the guard. 


The rule only applies to portable lamps used in work- 
shops, factories, warehouses, and places where such pro- 
tection is necessary, and does not include portable lamps of 
the desk type, used in offices, residences and similar places, 
where the portable lamp is in the form of a fixture Pe 
with a heavy base. 
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In Fig. 9, the type of guard described above is suit- 
ably illustrated, but other equally effective designs will be 
accepted. 


8. Cabinets 


(For Panel and Disttiputine Boards, Cut-outs and Switches) 


DESIGN 


a. Must be in all cases so constructed as to ensure ample 
strength and rigidity, and be dust tight. 


The hard usage to which.cabinets are often subjected, 
especially during the process of installation, makes it neces- 
sary so to construct them that they will be strong enough 
to keep their shape, thus permitting doors to close tightly 
and making possible the proper installation of wiring and 
conduit. 

When doors are of metal, and less than o.109 inch (No. 
12, U. S. sheet metal gauge) in thickness, and are not lined 
with insulating material, there must be a space of at least 
one inch between the door and an enclosed fuse, or any ex- 
posed live metal part. 

Except as specified above, there must be, in all cases, a 
space of at least one-half inch between the walls, back or 
door of any cabinet and any exposed live metal part. Cabi- 
nets must be deep enough to allow the door to be closed, 
when switches, rated at 30 amperes or less, are in any posi- 
tion, and when larger switches are thrown open, as far as 
their construction or installation will permit. 


MATERIAL 


b. May be either of cast or sheet metal, wood or ‘approved 
composition, as follows:— 
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_ For metal conduit, armoured cable, or metal moulding 
work, only metal cabinets may be used. 

‘For distributing centres, such as pockets for cut-outs and 
switches in, “knob and tube” work, wood may be used, 
but must be lined with one-eighth inch solid asbestos card. 

For the enclosure of sign flashers, or any other apparatus, 
metal cabinets must be used. 

For-open wiring, under “ordinary conditions,” wooden 
cabinets may be used for enclosing switches or cut-outs, but 
for all apparatus only metal may be employed. 

Asbestos lumber may be used instead of lined wood, 
wherever wood is permitted. 


WOODEN CABINETS 


c. Wood must be well seasoned and at least three-fourths 
of an inch in thickness, and be thoroughly filled and painted, 
and must be lined with an incombustible material as called 
= SOR: 


LININGS 


d. In all cabinets, linings of slate, marble or approved 
composition must be at least one-fourth of an inch thick and 
firmly secured in place; when metal is used for the lining it 
must be at least No. 16 U.S. sheet metal gauge in thickness. 


For lining wooden cabinets one-eighth inch rigid asbestos 
board may be used when firmly secured in place by screws 
or tacks. 


COMPOSITION CABINETS 


e. Only approved material may be used, which must 
be in no case less than three-fourths of an inch in thickness. 


METAL CABINETS 
f. If cast metal be used, a thickness of at least one-eighth 
of an inch must be provided. Sheet metal must not be less 
5 


38 RULES AND REGULATIONS 


than .0625 inch thick (No. 16 U. S. sheet metal gauge), and 
must in every case be of sufficient thickness or so reinforced 
as to comply with Rule “a.” 


In steel cabinets having an area of more than 360 square 
inches for any surface, or having a single dimension greater 
than 2 feet, sheet metal must be used at least No. 14 U. S. 
sheet metal gauge in thickness; in those having an area of 
more than 1,200 square inches for any surface, or having a 
single dimension greater than 4% feet, the sheet metal must 
be at least No. 12 U. S. sheet metal gauge in thickness. 


DOORS 


g. Must close against a rabbet or have flanges over edges 
so as to make cabinets dust-tight. 


Hinges must be of strong and durable design. A sub- 
stantial latch or catch must be provided, so as to keep the 
door closed, and a lock may be used in addition to the catch 
if desired. 

When doors have glass panels the glass must be at least 
one-eighth inch thick (commercial thickness) and must not 
have a greater area than 450 square inches, unless plate-glass 
at least one-fourth inch in thickness is used. 


9. Fixtures 


a. Fixtures must not, except as hereinafter described, be 
wired with less than No. 18 B. and S. gauge wire, which must 
have an approved insulating covering. 


This rule will be strictly enforced except that. in the case 
of small fixtures, where it is impossible to have the stems or 
arms large enough to contain No. 18 B. and S. gauge wire; 
No. 20 wire will be permitted as a minimum. This refers 
to the wiring of delicate fixtures and small figures where their 
use is confined to residences, or other places where they 
would be likely to receive equally careful treatment, and 
where they would also be free from mechanical injury and 
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moisture. Such wires must be wholly contained within the 
fixture, and must not be damaged in drawing in. 

In wiring certain designs of show-case fixtures, ceiling 
bull’s eyes and other appliances in which the wiring may be 
exposed to temperatures in excess of 120 deg. Fahr., from 
heat of the lamps or other causes, a slow-burning insulating 
covering must be used. All such forms of fixtures must be 
submitted for examination, test and approval before being 
installed for use. 


b. Supply conductors, and especially the splices to fixture 
wires, must be kept clear of the grounded part of gas pipes, 
and where shell-or outlet boxes are used, they must be made 
sufficiently large to allow the fulfilment of this requirement. 


c. Wires must, when on the outside of a fixture, be so 
secured as not to be cut or abraded by the pressure of the 
fastenings or motion of the fixture. 


d. Under no circumstances must there‘be a difference of 
potential of more than 300 volts between wires contained in, 
or attached to, any fixture. 


e. When supported from any grounded metal work, or 
when installed on metal walls or ceilings, or on plaster walls 
or ceilings containing metal lath, or on walls or ceilings in 
-fire-proof buildings, fixtures must be insulated from such sup- 
ports by approved insulating joints placed as close as possible 
to the ceilings or walls. 


The insulating joint may be omitted in conduit, armoured 
cable or metal moulding systems with straight electric fix- 
tures in which the insulation of conductors is equivalent to 
the insulation in other parts of the system, and provided that 

approved sockets, receptacles or wireless clusters are used 
of a type having porcelain or equivalent insulation between 
live metal parts and outer metal shields if any. 
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Wires must be protected above the insulating joint by 
approved insulating tubing, and where such tubing is used 
it must be of sufficient length to extend below the insulating 


Fig. 10. 


joint, and must be so secured that it will not be pushed back 
when the canopy is put in place. (See Fig Io.) 


When insulating joints are required, fixture canopies of 
metal, in fire-proof buildings, must be thoroughly and per-' 
manently insulated from metal walls or ceilings, or from 
plaster walls or ceilings on metal lathing. 


f. Canopies and back plates of all fixtures must be so de- 
signed as to afford ample room for joints, and they must be 
readily removable for purposes of inspection. - 


For instance, if a so-called flat backplate be furnished 
with any fixture, it must be provided with a suitable outlet 
box of sufficient size, which can be let into the wall or ceil- 
ing; to provide only the backplate and cut a hole behind it in 
plaster or brickwork, etc., will not be approved. 
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The use of approved splicers in place of joints in fixture 
canopies will be permitted. 


g. Fixtures must be made of metal or hardwood, except 
that other approved material may be used if re-inforced with 
metal or otherwise so constructed as to ensure requisite me- 
chanical strength. 


In all cases the mechanical strength must be practically 
equivalent to an all-metal fixture of similar size and form. 


h, All arms must be reliably secured to prevent turning. 
Arms of threaded tubing must not be lighter than No. 18 B. 
& S. gauge, and with screw joints of arms there must be not 
less than five threads, all engaging. 


All methods of fastening arms or making joints between 
metal parts by soldering, brazing or otherwise, must be such 
as to ensure in every case ample strength and reliability. 


i. No canopy or other part of any fixture must contain 
a receptacle or other device having any exposed live parts. 


j. All burrs, fins and sharp edges, liable to injure wire 
coverings must, where practicable, be removed or rounded, 
but in every case it must be possible to pull in and also to 
withdraw the wires without injuring them. 


Where supply wires enter fixture stems or casings there 
must be suitable bushings, having smooth, rounded edges, to 
prevent injury to the wire coverings. 


Where fixtures are made of wood, or other combustible 
material, wireways must be metal lined unless approved ar- 
moured conductors, with suitable fittings, be used. 


On chains or similar parts, where conductors are not 
completely enclosed in metal they must be stranded and 
must have rubber insulation not less than one-sixty-fourth 
of an inch in thickness, or pendant cord may be used. 
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10. Flexible Cord 
a. Must have an approved insulation and covering. 


Under this rule not only must flexible cord be what is 
known as “approved,” but it must be of a type approved for 
the purpose for which it is to be used. 

b. Must not, except where permitted in street railway 
property, be used where the difference of potential between 
the wires is over 300 volts. 


c. Must not be used as a support for clusters, nor must 
any device be attached which will impose an injurious strain 
on either the cord or fittings. 


d. Must not be used except for pendants, wiring of fix- 
tures, portable lamps or motors, and portable heating appar- 
atus. 


For all portable work, including those pendants which are 
liable to be moved about sufficiently to come in contact with 
surrounding objects, flexible wires and cables, especially de- 
signed to withstand this severe service, must be used. 


e. In show windows ordinary flexible cord must not be 
used unless it be enclosed in metal armour or in a rigid 
fixture. 


The use of reinforced cord will, however, be permitted in 
conjunction with 3%” sockets. Chain fixtures are permissible 
if wired with approved flexible conductors. It is also re- 
quired that rosettes and receptacles used in show windows 
shall not have any exposed live parts. 


f. Must be protected by insulating bushings where the 
cord enters the sockets, or at similar points in other devices, 
if not otherwise protected. 


g. Must be so suspended that the entire weight of the 
socket and lamp will be borne in some approved manner 
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under the bushing in the socket, and above the point where 
the cord comes through the ceiling block or rosette, in order 
that the strain may be taken from the joints and binding 
SCrews. 


h. Except as provided under “ Fixtures,” must never be 
of less size than the equivalent of No. 18B & S. gauge. 


-11. Floor Receptacles 


a. In all conduit and armoured cable work, except as in- 
dicated below, floor receptacles must be of the type known 
as watertight. 


In residential work ordinary approved outlet boxes may 
be used, with self-closing receptacles, on varnished, waxed or 
carpeted floors whether the wiring be knob and tube or 
conduit. 


Water-tight boxes generally consist of a solid cast-iron 
box threaded to receive the conduit pipe and provided with a 
form of plug which is protected from mechanical injury by a 
stout brass shield which screws into the top plate of the box 
through which the cord enters. When not in use this metal 
shield can be screwed out and a flat disc screwed into its 
place, leaving a smooth, flat, watertight surface, even with the 
floor. 

In other than conduit and armoured cable work, floor 
boxes must be as approved for switches and receptacles, and 
the receptacle must be of the self-closing protected plug type. 

This requires a form of plug which is reinforced by some 
rigid and substantial means which will protect the removable 
part from mechanical injury and in which the openings will 
_automatically close tight when the removable part is with- 
drawn. 


12. Conductors 


ALLOWABLE CURRENT -CARRYING CAPACITIES 

a. The following table, showing the allowable current- 
carrying capacity of copper wires and cables of ninety-eight 
per cent, conductivity according to the standard adopted by 


- 
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the American Institute of Electrical Engineers, must be fol- 
lowed in selecting interior conductors. 


For insulated aluminum wire the safe current-carrying 
capacity is sixty-one per cent. of that given in the following 
tables for copper wire, with the same kind of insulation. 


The lower limit is specified for rubber-covered wires to 
prevent gradual deterioration of the high insulations by the 
heat of the wires, but not from fear of igniting the insulation. 
The question of voltage drop is not taken into consideration 
in these tables. (See “ Useful Data,” paragraph “b,” and 
Table™ A; page 137.) 


Table A| Table B | |Table A|Table B 
Rubber| Other | |Rubber| Other | 
Insula- | Insula- Insula-| Insula- ¢ 
tion tions | tion tions 
as ‘Circu- | Circular 
B. &S.G. |Amperes|/Amperes|larMils] B. & S.G.|Amperes|Amperes| Mils 
18 3 5| 1,624 4 70 90) 41,740 
16 6 TO2e DOS 3 80 100} 52,630 
14 15 20) 4,107 e) 90 125) 66,370 
12 20 25) 6,530 1 100 150; 83,690 
10 22 30/10, 380 0) 125 200)105,500 
8 35 50/16, 510 00 150 225|133.,100 
6 50 70/26,250 000 175 275|167,800 
5 55} 80/33, 100 0000 BIS. 325/241 ,600 
Circular | Circular 
Mils Mils | 
200,000 2,00! 300 1,200,000 730; 1,150 
300,000 Peis) 400 1,300,000 770 1,220 
400,000 325 500 1,400,000 810 1,290 
500,000 400 600 1,500,000 850! 1,360 
600, 000 450 680 1,600,000 890} 1,430 
700,000 500 760 1,700,000 930; 1,490 / 
800, 000 550 840 1,800,000 970). 15550 
900,000 600 920 1,900,000 1,010} 1,610 
1,000,000 650} 1,000 2,,000,000 1,050} 1,670 


1,100,000 _ 690)_ 1,080 


In lighting installations the maximum allowable voltage 
drop in the conductors, between service cut-outs and the 
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most distant point, should not exceed 2% per cent. of the 
nominal supply voltage when all lamps are on. 


The limit here given must not be too closely approached in 
new installations, as it will always be necessary to make 
due allowance for possible future extensions and increased 
load. 


In regard to power installations the limiting factor to be 
observed will, generally, except where long runs are necessary, 
be the current-carrying capacity as given in the tables under 
“Conductors.” as this‘is in alf cases based on the maximum 
permissible rise of temperature. 


( 
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II. WIRING UNDER ORDINARY CONDITIONS 


1. General 


a. Wires must not be of a smaller size than No. 14 B. and 
S. gauge, except as allowed for fixture work and pendant 
cord. 


b. In all three-wire installations the three wires must be 
of the same gauge or current carrying capacity. 


c. For tie wire only approved insulated wire must be used. 


d. Wires must be so spliced or joined as to be both me- 
chanically and electrically secure without solder. 


The joints must then be soldered, unless made with some 
form of approved splicing device, and covered with an insu- 
lation equivalent to that on the conductors. 


e. Stranded wires (except in flexible cords) must be sol. 
dered before being fastened under clamps or binding screws 
and whether stranded or solid, when they have a conductivity 
greater than that of No. 8 B. and S. gauge copper wire, they 
must be soldered into lugs for all terminal connections, ex- 
cept where an approved solderless terminal connector is used. 


f. Wires must be separated from contact with walls, floors, 
timbers or partitions through which they pass by tubes 
of incombustible, non-absorptive, insulating material, such as 
glass or porcelain, excepting at outlets, where approved flex- 
ible tubing is required. 


Bushings must be long enough to bush the entire length 
of the hole in one continuous piece, and each end must pro- 
ject at least half an inch, or else the hole must be first bushed 
by a continuous water-proof iron tube. This tube may be 
a conductor, such as iron pipe, but in that case an insulating 
bushing must be pushed into each end of it, extending far 
enough to keep the wire absolutely out of contact with the 
pipe. Such bushings must be properly secured in position. 
(See Fig. 11.) 
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g. Conductors, when not protected by approved conduit, 
moulding or armouring, and where liable to come in contact 
with gas or water pipes or other conducting material, must 
be separated therefrom, by some continuous and firmly fixed 
non-conductor, creating a permanent separation. 


They must not come nearer than six inches to any other 
electric lighting, power or signalling wire, not protected as 
above, without being permanently separated therefrom by 
some continuous and firmly fixed non-conductor. 

The non-conductor used as a separator must be in addition 
to the regular insulation on the wires. 

Where tubes are used they must be securely fastened at 
the ends to prevent them from moving along the wires. 
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Fig. 11 


h, Conductors must be so arranged in wet places that an 
air space will be left between them and pipes or other ob- 
_ structions in crossing, and must be run in such a way that 
they cannot come in contact with such obstructions acci- 
dentally. 


Wires should be run over, rather than under, pipes, etc., 
upon which moisture is likely to gather and which might, 
therefore, cause trouble on a circuit. 


i, Wires must not be run in elevator shafts where the 
potential exceeds 650 volts, and below this potential they 
must be run in approved conduit, or armoured cable must be 
employed. . 
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j. Must be rigidly supported on incombustible, non--ab- 
sorptive insulators, which will separate the wires from each 
other, and from the surface wired over, in accordance with 
the following table:— | 


Distance from _ Distance between 
Voltage : 
| surface | wires 
10 to 300.207 PHS 4 inch | 24 inches 
B0Lst0/650 6g. 24 25.0.) 1 inch | 4 inches 
651 to'2 (500 6 esis. | 2 inches | 6 inches 


250 TetOws O00 ee eras a 3 inches | 9 inches 
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Rigid supporting requires, under ordinary conditions, 
where wiring along flat surfaces, supports at least every four 
and one-half feet. If the wires are liable to be disturbed, 
the distance between supports must be shortened. In build- 
ings of mill construction, mains of not less than No. 8 B. and 
S. gauge, where not liable to be disturbed, may be separated 
about six inches, and run from timber to timber, not break- 


Big. 13 


Fig. 14 
ing around, and may be supported at each timber only. (See 
Figs. 12 and 13.) 


k. Must not be “ dead-ended” at a rosette, socket or 
receptacle, unless the last support is within twelve inches of 
the same. 

This is in order to relieve terminals of strain due to the 
weight or pull of conductors. In no case, however, must 
any wire, if accidentally disconnected from its terminal, be 
liable to come into dangerous proximity to any conducting 
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material. A similar precaution must be taken wherever one 
conductor is tapped off another, as in “T” joints and cord 
pendants, in order that the point of junction may be relieved 
from strain. (See Fig 14.) 


l. Wires of No. 8 B. and S. gauge or over must not be 
supported on split knobs. 


Solid knobs or strain insulators must be used for all wires 
at the ends of runs where conductors are terminated. (See 
Fig. 15.) Except with high potentials, split knobs or cleats 
must be used for the support of conductors smaller than 
No. 8 B. and S. gauge, except at the ends of runs. 


Fig. 15 


Knobs or cleats which are arranged to grip the wire must 
be fastened by screws, which must be long enough to pene- 
trate the woodwork not less than one-half the length of a 
knob and fully the thickness of a cleat. The screws must 
be of the largest gauge appropriate to the holes in the 
insulators. 


m. Unused ends of insulated conductors, such as those at 
switch and fixture outlets, must not be left uninsulated. 


n. In dark rooms, lavatories, basements and places where 
a person would be liable to receive a shock when handling 
electric fittings, the shells of sockets, switches, plugs 
and receptacles must be of porcelain or other approved insu- 
lating material, unless the fixtures or sockets, etc., are out of 
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reach or controlled by wall switches placed outside of the 
danger zone. 


2. Services and Service Meters 


Under this heading are included rules covering the installa- 
tion of all service wires, either overhead or underground, and 
the fittings in connection therewith, brought into or attached 
to any building for the supply of electrical energy thereto. 


a. An approved switch and cut-out must be placed on all 
service wires, whether these be overhead or underground. 
Such switch and cut-out must be located inside the building 
at the nearest accessible point to the place where the service 
wires enter, and they must be arranged to cut off the entire 
current from the circuits which they control. 


On all service switches the “open” and “closed” posi- 
tions must be plainly indicated. 

The arrangement of cut-out and switch must be such that 
the service wires first enter the former. . 

In private plants, the yard wires running from building 
to building are not considered as service wires, so that 
’ switches and cut-outs would not be required in each building 
at the point of entry, provided that:— 


1. There are other switches conveniently located on the 
mains, or that the generators are at hand. 

2. The next cut-out back is small enough to properly pro- 
tect the wires inside the building in question. 


b. Service cut-outs must always be enclosed in an ap- 
proved iron or steel box and sealed under the control of the 
supply authority, which seal must not be broken except by 
an inspector having jurisdiction or by an authorized agent of 

-the supply authority. 


This will not prevent the consumer from controlling his 
own branch fuses, or even auxiliary service fuses. but the 
main source of supply must be equipped with fuses under 
seal. 

Tn order to obviate the inconvenience which would other- 
wise be caused, should the service fuses blow rather than the 
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consumer’s own fuses, the former may be of slightly higher 
rating than that which would be necessary under, Rule “f” 
“ Controlling and Protecting Apparatus.” 

Under this rule, in premises where tenants installations 
are separately metered or supplied from separate sub-mains, 
each such installation will be considered as an individual ser- 
vice and must be equipped as such unless the service equip- 
ment be in the form of an approved switchboard or meter- 
ing panel under the control of a skilled person or persons 
and not accessible to any others. 

Snap switches must not be used on services unless they 
are an integral part of an approved steel service box. 

c. All live parts of service equipment, including cut-outs, 
switches and meters, must be so protected that accidental 
contact therewith will be effectually prevented. 

By reference to Fig. 19 will be seen an approved form of 
service box, which is recommended on all services up to 30 
amperes not exceeding 250 volts. This box is designed to 
contain the main fuse under seal, the service switch is 
also enclosed, and the box is further provided with a com- 
partment for double or single cut-out, thereby completely. 
fulfilling all requirements of both Rules “b”’and “c” under 
“Services and Service Meters.” 

Where such apparatus is located in any portion of a build- 
ing, not accessible to other than authorized persons, such as 
the electric service room, engine room, or any similar loca- 
tion, where it would be under the care and operation of 
skilled persons, or people familiar with the nature of such 
apparatus, it will be considered as complying with the rule. 
In other locations, such as residences, or any other building 
where anyone might come accidentally in contact with live 
parts, or where conducting material might be liable to fall 
across the live parts, or to be otherwise accidentally brought 
into contact with them, such apparatus must be thus enclosed. 


d. Must be protected against moisture and mechanical in- 
jury, and all combustible material must be kept from the im- 
mediate vicinity of the point of entrance in a building. - 

Only petticoat insulators must be used on that portion of 
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an overhead service which lies outside the building or is in 
any way exposed to the weather. Such insulators must never 
be placed at an angle of more than 45 degrees to the vertical, 
reckoned: from their normal position. 


e. Not more than one service of the same potential must 
be run from overhead into any building from the same system, 
except as hereinafter provided. 

Unless it can be demonstrated that compliance with this 
requirement, in any particular instance, is impracticable, the 
rule must be observed. 

This rule is to prevent indiscriminate and unnecessary 
multiplication of services entering buildings from overhead, 
which becomes a serious menace to firemen and greatly in- 
creases the risk of fire to the building itself. 
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Suitable stand pipes must, therefore, be installed in any 
building where electric services are required in various parts 
thereof. 

f. Where overhead service wires are permitted, by the 
Inspection Department, to enter buildings, as per Fig. 16, 
they must at the point of entry have drip loops outside, and 
the holes through which the conductors pass must be bushed 
with incombustible, non-absorptive, insulating tubes slanting 
upwards towards the inside. (See Fig. 16.) 

Where possible, these tubes must be kept apart a distance 
of not less than 12 inches; in no case less than 6 inches for 

6 
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low potentials, and never less than 12 inches for high poten- 
tials. 

g. If low potential service wires be brought into build- 
ings, as per Fig. 17, through a single iron conduit, the conduit 
must be not less than 34” internal diameter and must be 
equipped with an approved service head. (See Fig. 17.) 


Fig. 17 


Showing an overhead service brought into the basement of a building as 
required under Rule “‘f’. This pipe to enter the iron service box with 
none of the service wires exposed and to be effectually and perma-. 
nently grounded. 


Great care must be exercised in bringing service wires 
through conduit, especially where such wires are wot pro- 
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tected by fuses outside the building, as short circuits between 
the wires or between the wires and pipe produce serious arc- 
ing, and consequent danger of fire. 


Fig. 19 


Showing a model service box in which main fuses are under seal and other 
live ’’ parts cannot be inadvertently touched. 


Special care must be taken when drawing in conductors 
to prevent any abrasion of the insulation, and the joints in 
the pipe must be water-tight. (See Fig. 18.) 
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In all cases where low potential service wires are carried 
into or out from buildings in metal conduit, the outside end 
must be provided with a weatherproof fitting which separ- 
ately bushes each wire. . 

The inside end must be carried directly into the service 
box in such a way that the length of service pipe between its 
point of entrance into the building and the box is reduced toa 
minimum. In other words, there must be no more conduit 
projecting through the wall than is required for direct attach- 
ment to the service box either by threading or lock-nuts. 
(See Fig. 19.) 


In all cases the p{pe must be securely attached to the out- 
side wall of building, and, unless circumstances will not per- 
mit, it must be continued up, so that the service head will 
be at least 20 feet from the ground. The pipe is to be per- 
manently and effectually grounded as for conduit systems. 


Where short lengths of conduit are used to bring in ser- 
vice wires, the same general precautions must be observed, 
except that, where the potential does not exceed 650 volts, and 
where they cannot be reached from the ground outside, or 
touched by a person standing on or in contact with any 
material, either inside or outside the building through which 
anyone would be liable to receive a shock, such short lengths 
need not be grounded. 


All holes made in walls for the insertion of service pipes 
must be effectually closed around the pipe, so as to prevent 
water from following along the outside of the pipe into the 
building. | 


h. That portion of service wires from Service cut-outs to 
the point at which they join an aerial service must, in no 
case, have a current-carrying capacity less than that of No. 
12 B. and S. gauge copper wire, and such capacity must in no 
case be less than that of the consumer’s mains connected 
thereto. 


i. Where the difference of potential between any two 
wires or between any wire and ground, in a service pipe, is 
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between 10 and 650 volts, such wires must comply with all 
requirements governing conduit work. 


_ This rule is necessary, owing to the fact that service wires 
usually are not protected, as is the case with inside wires, and 
any short circuit between wires and the pipe, or leakage to 
ground, may result in serious damage. The rule, therefore, 
requires double-braided, rubber-covered wire stranded in all 
sizes over No. 12. B. & S. gauge, and not drawn in until all 
mechanical work on the pipe is finished. 


j. Where the difference of potential is between 650 and 
5,000 volts, and where services from overhead lines are 
brought into buildings, the following requirements must be 
observed :— 


1. The point where overhead wires enter conduit must 
not, where practicable, be less than 20 feet from the ground. 


2. Conductors must be lead sheathed, and the insulation 
must, in no case, be of a grade lower than that required for 
5,000 volts. 


3. Conduit and sheathing must be well bonded, and per- 
manently and effectually grounded. 


4. Must, where wires issue from sheathing, be protected 
from moisture by a pot-head, or other approved device. 


5. Service wires must be so located that they cannot be a 
reached from any window or balcony, or other points where- 
from any unauthorized persons might be able to touch them; 
or otherwise they must be properly protected, so that the 
same object will be attained. 


k. Must not beso arranged as to shunt the current through 
a building around any catch-box. 


1. Where an underground service enters a_ building 
through tubes, the tubes must be tightly closed at outlets 
with asphaltun or other non-conductor, to prevent gases from 
entering the building through such channels. 
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m. No single underground service shall supply more then 
one building, except by special permission. 


n. In any case where an installation, or portion thereof, 
is arranged to be supplied with current from two or more 
different sources, the switch, or switches, employed to con- 
trol the supplies to such installation, must be so constructed 
or arranged that it will be impossible for anyone to acci- 
dentally switch on current from one source before that from 
another has been cut off. 


The above rule would not prevent the paralleling of two 
services from the same source of supply, but is intended to 
prevent entirely different systems from becoming crossed 
with each other. 


o. Service meters must be located where they will be 
accessible, and as near the service switch and fuses as cir- 
cumstances will permit. Unless otherwise enclosed in a fire- © 
proof cabinet, they must be mounted in such a way that, 
should they become abnormally heated through accident, 
overload or other cause, they could not communicate fire 
to any adjacent combustible material. 


To attain this end a suitable meter board must be provided 
which may, for potentials below 650 volts, be of wood 
covered with one-eighth inch asbestos card, the full size of 
the board. For potentials above 650 volts the board must 
be of slate or marble. 

Where service apparatus or cut-outs are not located where 
they could be inadvertently touched, and where Rule “c,’ 
page 52, would not apply, such an arrangement as is illus- 
trated in Fig. 22 may be adopted. 

In all cases only approved service cabinets may be em- 
ployed. 

The examples illustrated in the foregoing cuts, while show- 
ing the general requirements of the rule, need not be adhered 
to in all details of design, so long as the general principle 
is carried out. For instance, the cabinet, shown in Fig. 19, 
might be made large enough to accommodate not only the 
main switch and fuses, but also a number of branch cut-outs. 


, 
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3. Low Potential Work 


(10 to 650 Volts) 


Any circuit attached to any source of power which develops 
a difference of potential, between any two wires, of over 10 
volts and less than 650 volts, shall be considered as a low 
potential circuit, and as coming under this class. 


1. GENERAL 


a. Wires, when entering cabinets, must be protected by 
approved bushings, which must tightly fit the holes in the 
box and be well secured in place. 


The wires should completely fill the holes in the bush- 
ings, so as to keep out dust; tape may be used to build up 
the wires, if necessary. In concealed knob and tube work, 
approved flexible tubing will be accepted in lieu of bushings, 
provided that it extends from the last porcelain support into 
the cabinet. 


b. Wires must not be laid in plaster, cement or similar 
finish, and must never be fastened with staples. 


c. Must not be fished for any great distance, and only in 
places where an inspector can Sue himself that the rules 
have been complied with. 


d. Twin wires must never be used except in conduit or 
where flexible conductors may be necessary. 


e. Conductors must, where exposed to mechanical injury, 
be. suitably protected. 


When wires are run open across the face of joists, wall 
studs or other timbers and where they might be exposed 
to mechanical injury, such as in basements or other places 
not remote from such injury, they must be attached by their 
insulating supports to the underside of a wooden strip, not 
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less than one-half inch in thickness, and not less than four 
inches in width. Instead of running-boards, guard strips on 
each side of, and close to, the wires will be accepted. These 
strips are to be not less than seven-eighths of an inch in 
thickness, and at least as high as the insulators. (See Fig. 23.) 


Protection on side walls must extend not less than five 
feet from the floor, and must consist of substantial boxing, 
retaining an air space of not less than one inch around the 
conductors, closed at the top (the wires passing through 
bushed holes), or approved metal conduit or pipe of equiva- 
lent strength must be used. 


When metal conduit or pipe is used, the insulation of 
each wire must be reinforced by approved flexible tubing 
extending from the insulator next below the pipe to the one 


Fig. 23 


next above it, unless the conduit be installed according to 
the rules on conduit wiring (Rules “c” and “e” thereof 
excepted) and the wire is approved for conduit use. The 
two or more wires of a circuit, each with its flexible tubing 
(when required), must be placed within the same metal pipe. 
Special permission for deviation from this last requirement. 


may be granted in the case of direct-current circuits. 


In damp places, varnished wooden boxing may be prefer- 
able, because of the precautions which would be necessary 
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to secure proper insulation if metal pipe were used. With 
this exception, however, metal piping is considered preferable 


. Fig. 24 | 


to the wooden boxing; it is especially suitable for the pro- 
tection of wires near belts, pulleys, etc (See Fig. 24.) 


66 RULES AND REGULATIONS 


f. Wires, when run in roof spaces, must be treated as 
concealed, and when run in close proximity to water tanks 
or pipes, must be considered as exposed to moisture. 


Wires in such spaces are considered to be exposed to 
mechanical injury, and must not be run on knobs on the 
upper edges of joists. 


2. OPEN WIRING 


a. Wires must have an approved rubber, slow-burning 
weatherproof, or slow-burning, insulation. 


A slow-burning covering, that is, one that will not carry 
fire, is considered good enough where the wires are entirely 
on insulating supports. Its main object is to prevent the 
conductors from coming accidentally into contact with each 
other or with anything else. 


Where rubber insulation is used and covered with a flame- 
proof or other braiding, such braiding or flame-proofing 
must be stripped back on all wires or cables, a sufficient 
amount to give the necessary insulation distances for the 
voltage of the circuit on which such wires are used. This 
requirement applies with equal force to joints in wires or 
cables, or where such conductors are sweated into connec- 
tors or lugs. 


b. Sub-bases of incombustible, non-absorptive, insulating 
material, which will separate the wires at least one-half inch 
from the surface wired over, must be installed under all snap- 
switches or receptacles used in exposed knob and cleat work. 


3. CONCEALED KNOB AND TUBE WORK 
a. All wires must have an approved rubber insulating 
covering. - 


b. Wires must be rigidly supported at a distance of at 
least one inch from the surface wired over, and must be kept 
at least five inches apart. 
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They should preferably be run singly on separate timbefs, 
or studding, and must be separated from contact with walls, 
floors, timbers, and partitions, through which they may pass, 
by tubes of incombustible, non-absorptive, insulating material, 
such as glass or porcelain. Wires passing through the cross 
timbers in plastered partitions must be protected by an 
additional tube extending at least four inches above the 
timber. 

At distributing centres, outlets or switches, where space 
is limited, and the five-inch separation cannot be maintained, 
each wire must be separately encased in a continuous length 
of approved flexible tubing. 


All wires in 2 inch stud partitions must be entirely 
enclosed in continuous flexible tubing. 


c. When, in a concealed knob and tube system, it is im- 
practicable to place the whole of a circuit on incombustible 
supports of glass or porcelain, that portion of the circuit 
which cannot be so supported must be installed with ap- 
proved metal conduit, or approved armoured cable; except 
that if the difference of potential between the wires is not 
over 300 volts and if the wires are not exposed to moisture, 
they may be fished if separately encased in approved flexible 
tubing, extending in continuous lengths from porcelain sup- 
port to porcelain support, from porcelain support to outlet, 
or from outlet to outlet, and wires must, except where taps 
are necessary, be in continuous lengths, without joints, 
throughout. 


d. When using either conduit or armoured cable, in com- 
bination with concealed knob and tube work, the require- 
ments for either conduit work or armoured cable work, must 
be complied with, as the case, may be. 

e. Wires must, at all outlets, except where conduit is 
used, be protected by approved flexible tubing, extending in 
continuous lengths from the last porcelain support to at 
least one inch beyond the outlet. 

The proper finishing of wires at outlets is of great im- 
portance, more especially when used in conjunction with 
gas pipes. 
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From the last insulator to a point below the finish of 
ceiling, each wire must be separately enclosed in continuous 
approved flexible tubing, and some suitable method must 
be adopted to prevent this tubing from becoming detached 
from the wires. Taping them to the gas pipe is not ap- 
proved, as it may be necessary to twist or screw out the 
gas pipe at some time; this might seriously injure the wires, 
or water might lodge between the tubing and the pipe, and 
lead to trouble. 


Fig. 25 


The use of two outlet boards set on an angle of 90 de- 
grees, as shown in Fig. 25, is regarded as reliable and satis- 
factory, and its use is advocated, unless an approved device 
is used which will effectually clamp the flexible tubing in 
place. 

Where gas is used, the flexible tubing must be long 
enough to reach below the grounded portion of the insulating 
joint. (See Fig. 10.) 

When the surface at any outlet is broken, it must be re- 
paired, so as to leave no holes or open spaces at such outlet. 

When it is impracticable to insert the outlet boards de- 
scribed above, as might be the case in knob and tube 
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work installed after plastering or decorating is completed, 
wooden base blocks, not less than three-fourths of an inch 
in thickness, securely screwed to lathing, must be provided 
for switches, rosettes, etc., and also for fixtures which are 
not attached to gas pipes or conduit. 


It is suggested that approved outlet boxes be installed 
at all outlets in concealed knob and tube work, the wires 
to be protected by approved flexible tubing, extending in 
continuous lengths from the last porcelain support into the 
box. In such cases the wires must -be protected in the man- 
ner described above. 

Where entering switch or outlet boxes flexible conduit 
must securely held in place by an approved fitting or method. 


f. Full depth outlet boxes must be used. 


Except in very narrow partitions or other similar loca- 
tions where space will not permit, the use of shallow boxes 
will not be allowed. 


4. INTERIOR CONDUIT WORK (Rigid and Flexible) _ 
See Table “'O,’’ page 142 
a. No rigid conduit tube having an internal diameter of 
less than five-eighths of an inch must be used. Measurement 
must be taken inside the conduit. 


b. Must be continuous from outlet to outlet or to junc- 
tion boxes or cabinets, and the conduit must properly enter, 
and be secured to, all fittings, and the entire system must 
be mechanically secured in position. 


In the case of service connections and main runs, this 
involves running each conduit continuously into a main cut- 
out cabinet, or gutter surrounding the panel board, as the 
case may be. (See Fig. 19.) 


Where lock nuts are used to secure conduits to outlet or 
other boxes, there must be one on each side of the wall of 
the box which will secure the conduit to the box unless the 
bushing is of hard metal and securely screwed to pipe. 
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c. Except in the case of flexible steel conduit of the built- 
in type, must be first installed as a complete conduit system, 
without the conductors. 


The dimensions of the conduit and the arrangement of the 
conduit system as a whole must be such that the conductors 
may be drawn and withdrawn without injury. 

d. Must be equipped at every outlet with an approved 
outlet box or plate. 


At exposed ends of conduit (but not at fixture outlets), 
where wires pass from the conduit system without splice, 
joint or tap, an approved fitting having separately bushed 
holes for each conductor is considered the equivalent of a 
box. (See Fig 27.) 


Fig, 27 


Outlet plates must not be used where it is practicable to 
install outlet boxes. 

The outlet box or plate must be so installed that it will be 
flush with the finished surface, and, if this surface be broken, 
it must be repaired so that no gaps or open spaces will show 
around the edge of the outlet box or plate. 


In buildings already constructed, where the conditions 
are such that neither otttlet box nor plate can be installed, 
these appliances may be omitted by special permission, ‘pro- 
vided that the conduit.ends are bushed and secured. . 


72 RULES AND REGULATIONS 


It is suggested that outlet boxes and fittings having con- 
ductive coatings be used in order to ensure better electrical 
contact at all points throughout a conduit system. 


e. Metal conduits, where they enter junction boxes, and 
at all outlets, etc., must be provided with approved bushings 
or fastening plates fitted so as to protect wires from abrasion, 
except when such protection is obtained by the use of ap- 
proved nipples, properly fitted in boxes or devices. 


f. Must have the metal of the conduit permanently and 
effectually grounded to water piping, gas piping or to a suit- 
able ground plate. If connections be made to gas piping, 
they must be on the street side of the meter. 


If the conduit system consists of several separate sections, 
the sections must be bonded to each other, and the system 
grounded; or each section may be separately grounded, as 
required above. 

Where short lengths of conduit (or pipe of equivalent 
strength) are used for the protection of exposed wiring on 
side walls, and such conduit, or pipe, and wiring, is installed 
as required by Rule “e,” “ General,” “ Low Potential Work,” 
the conduit or pipe need not be grounded. (See Fig. 24.) 

Conduit and gas pipes must be securely fastened in out- 
let boxes, junction boxes and cabinets, so as to secure good 
electrical connection. 

If conduit, couplings, outlet boxes, junction boxes, cabi- 
nets or-fittings, having a protective coating of non-conduct- 
ing material, such as enamel, be used, the coating must be 
thoroughly removed from threads of both couplings and con- 
duit and also from surfaces of boxes, cabinets and fittings ° 
where the conduit or ground clamp is secured in order to 
obtain the requisite good connection. 


g. Pull-in and junction boxes must always be installed in 
such a manner as to be accessible. 


h. All elbows or bends must be so made that neither the 
conduit nor the lining of same will be injured. 
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The radius of the curve of the inner edge of any elbow 
must not be less than three and one-half inches on rigid 
conduit, nor less than one and one-half inches on flexible con- 
duit or armouring. Conduit must not, for draw-in systems, 
have more than the equivalent of four quarter bends from 
outlet to outlet. 


i. Wires used in conduit must have an approved rubber 
insulating covering, and must, within the conduit tubing, 
be without splices or taps. 


Attention is here drawn to the fact that insulating rubber 
covering, for use in unlined conduits, must be double braided. 


j. In all sizes larger than No. 12 B. and 8S. gauge, wires 
must be stranded. 


Exception may be made in straight runs, if without any 
bends or offsets, where larger solid conductors. could evi- 
dently be drawn and withdrawn without injury. 


k. Conductors must not be drawn in until all mechanical 
work on a building has been, as far as possible, completed. 


Conductors in’ vertical conduit risers must be supported 
within the conduit system in accordance with the following 
table:— | . 


No. 14 to No. 0 every 100 feet. 

No. 00 to No. o000 every 80 feet. 

No. 0000 to 350,000 c.m. every 60 feet. 
350,000 c.m. to 500,000 c.m. every 50 feet. 
500,000 c.m. to 750,000 c.m. every 40 feet. 
750,000 c.m. every 35 feet. 


The following methods of supporting cables are recom- 
mended:— 

1. A turn of 90 degrees in the conduit system will con- 
stitute a satisfactory support. 


2. Junction. boxes, in which insulating supports,.of ap- 
proved type must be installed and secured in a satisfactory 
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manner, may be inserted in the conduit system at the re- 
quired intervals, so as to withstand the weight of the con- 
ductors attached thereto. Such boxes must be provided with 
proper covers. 


3. Cables may be supported, in approved junction boxes, 
on two or more insulating supports so placed that the con- 
ductors will be deflected at an angle of not less than 90 
degrees, and carried a distance of not less than twice the 
diameter of the cable from their vertical position. Cables so 
suspended may be additionally secured to these insulators 
by tie wires. 


4. Other methods, if used, must be approved by the In- 
spection Department. 


1. Must have the two or more wires of a circuit drawn in 
the same conduit. 


Special permission to deviate from this rule may be given 
in the case of direct-current circuits if compliance with the 
rule be impracticable in some particular instance. 


m. The same conduit must not contain more than twelve 
wires of the same system, except by special permission, and 
must never contain circuits of different systems. 


5. MOULDING WORK 


a. The use of wood moulding is not permitted. 


b. For metal moulding, wires must have an approved rub- 
ber insulating covering, and must be in continuous lengths 
from outlet to outlet, or from fitting to fitting, no joints or 
taps being made in the moulding. 


Where joints or taps are necessary, fittings, approved for 
the purpose, must be used. Under this rule, wires having 
a single braiding with a waterproof finish may be employed. 


c. Metal mouldings must not be used for circuits carry- 
ing more than 1,320 watts. 
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d. The two or more wires of a circuit must be installed 
in the same moulding, as required for conduit. (See “Con- 
duit,” Rule “1,” p. 74.) 


e. Must be continuous from outlet to outlet, to junction 
boxes, or to approved fittings designed especially for use with 
metal mouldings, and must at all outlets be provided with 
approved terminal fittings which will protect the terminal 
insulation of conductors from abrasion, unless such protec- 
tion is afforded by the construction of the boxes or fittings. 


f. Where passing through a floor must be carried through 
an iron pipe extending from the ceiling below to a point 
five feet above the floor. 


This will serve as an additional mechanical protection 
and exclude moisture often prevalent in such locations. 

In residences, office buildings and similar locations, 
where appearance is an essential feature, and where the 
mechanical strength of the moulding itself is adequate, this 
ruling may be modified to require the protecting piping from 
the ceiling below to a point at least three inches above the 
flooring. 


g. Backing must be secured in position by screws or bolts, 
the heads of which must be flush with the metal. 


h. Must be grounded and bonded in the same manner as 
required for conduit. 


The general rules under conduit must be observed, that 
is to say, the metal of the moulding and gas pipes must be 
securely fastened at outlet boxes, and where metal mould- 
ings, couplings, etc., have protective coatings of non-conduct- 
ting material, such coatings must be thoroughly removed 
from the surfaces of boxes, fittings, etc., at the point where 
a ground clamp is secured, and wherever else it may be 
necessary to make other good bonds or connections. 
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4. High Potential Work 


(650 to 5,000 Volts) 


a. Open wiring must never be employed unless it can be 
so located or protected as to be inaccessible to unauthorized 
persons, and only approved rubber-covered wires may be 
used. ‘4 


Must always be in plain sight and never encased, unless 
specially required by the Inspection. Department. 


b. Where open wiring is permitted, all such rules in Sec- 
tion “B” as are applicable thereto, such as separation of 
wires from surface wired over and from each other, support- 
ing, soldering, taping and general protection, must be 
observed. . 


This rule applies with equal force to wires run in con- 
duits or tile ducts. Special care must be taken to prevent 
abrasion or destruction of the lead sheathing or the insula- 
tion on conductors. The grounding of metal conduit: 
must be carried out with the greatest care, as it not only 
forms a protection from fire but is very necessary as a pro- 
tection to life. 


c. Except where open work is permitted, wiring must 
be in the form of multiple conductor, metal-sheathed cable, 
run in approved unlined metal conduit firmly secured in place. 


The metal sheath, as well as the conduit, must. be per- 
manently and effectually grounded at intervals not exceed- 
ing 500 feet, and the rest of the conduit installation must 
. conform to the rules for interior conduit, except that, at out- 
_ lets, bushings must be used. 


The insulation of the several conductors for high potential 
work, where leaving the metal sheath at outlets, must be 
thoroughly protected from moisture and mechanical injury. 
This may be accomplished by means of a pot-head or some 
equivalent device. 


\ 
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The conduit must be substantially bonded to the metal 
casings of all fittings and apparatus connected to the high- 
tension installation. 

It is also permissible to run high potential cables, such 
as above, underground, or in the floors of fire-proof rooms: 
in tile ducts. Such conductors must be lead sheathed unless 
the ducts can be kept permanently dry, in which case rubber 
insulation, as approved for conduit work, may be employed. 
Ducts must in all cases be so laid as to be properly drained. 


d. All live parts of apparatus must be so placed or pro- 
tected that they will be inaccessible to unauthorized persons. 


With high voltages this rule must be very rigidly ob- 
served, and the term “inaccessible” in this instance must be 
interpreted in a much stricter sense than is required with 
lower voltages, i.e., that the touching of any live parts even 
deliberately, by unauthorized persons, must be rendered diffi- 
cult; and it must not be possible, even for authorized persons, 
to touch any live parts accidentally. 

So far as is practicable, high potentials must be confined 
to some particular section of a building to which unauthor- 
ized persons have no access; but where this is impossible, all 
live parts must be completely covered up or _ otherwise 
enclosed in such a manner that it will be impossible for any 
unauthorized person to come into dangerous proximity 
thereto. 
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III. WIRING UNDER SPECIAL CONDITIONS 


The Rules under this heading must be observed in place 
of, or in addition to (as the case may be), the preceding Rules. 


1. In Damp Places 


a. In all damp places special attention must be paid to 
the matter of insulation in order to minimize danger of shock 
and fire. 

As, in damp premises, all walls and other parts of a build- 
ing are more or less conductive, and the atmosphere is 
moisture-laden, thereby rendering the electrical apparatus 
damp, precautions are necessary to ensure effective insula- 
tion, because electric shocks, under such circumstances, are 
of a more serious nature, and leakage is more liable to occur. 

It is important that only insulators having a large leakage 
surface be used as, owing to the moisture on the insulators, 
their insulating property is greatly reduced. The use of the 
ordinary type of split knob is not approved, and only those 
types in which the supporting screw is entirely surrounded 
by porcelain throughout the length of the knob, thereby pre- 
venting possible contact of the wire with the screw, will be 
accepted. 

In addition to the foregoing, it is also necessary to obviate 
all possibility of conductors coming into contact with walls, 
etc., as the effects of chemical action might be serious. 

In the case of wires run horizontally, or nearly so, an 
excellent method of supporting wires in damp places or 
where they may ‘be subjected to drip, is to attach their 
insulators to the underside of running boards or wire troughs, 
these troughs being coated with some form of moisture-proof 
paint; this not only affords increased mechanical protection 
to the wires, but protects them very largely from dripping 
water. 

Glass or porcelain tie knobs are also approved, as well as 
petticoat insulators. The latter; however, must not be fixed 
at an angle of more than 45 degrees to the vertical, reckoned 
from their normal position. 


a 
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b. All circuits in damp situations must, where practicable, 
be so arranged that all pressure can be cut off from a point 
outside the damp area. 


In the case of chill rooms and like places, which are 
generally closed up and left unattended, the circuits in each 
separate room must be so controlled from a point outside, 
as close as possible to the doors of such rooms. All switches 
used for such control must be double-pole, all-porcelain, 
indicating, snap switches. Certain forms of flush switches 
entirely enclosed in tight cast-iron cases threaded to rigid 
conduit may be used, also knife switches in cast-iron boxes 
of such a design that they can be operated by handles with- 
out opening the box or exposing any live metal parts. All 

such devices must, however, be submitted and approved. 


Defects on installations in damp places are liable to occur 
more frequently than in dry situations and it is, therefore, 
desirable that those sections of an installation should be 
arranged to be easily disconnected from the remainder. 


c. Wires must have an approved rubber insulating cover- 
ing unless lead-sheathed conductors be used. 


d. Wiring on insulators or knobs and tubes must not be 
employed in concealed situations. 


As, no matter what precautions be taken, the insulation 
of conductors is liable, in damp places, to suffer more rapid 
deterioration than in dry, it is undesirable to install wiring 
on insulators, etc., in concealed places. 


e. Flexible cords must not be used unless served with an 
outer, braided, waterproof cover. 


The insulation must be at least three sixty-fourths of an 
inch thick, and the braided covering must ‘be either 
thoroughly saturated with a. moisture-proof_ preservative 
compound, or-be enclosed in an outer, braided moisture- 
proof, preservative covering over the. whole. 


80 RULES AND REGULATIONS 


f. Wooden and metal mouldings must not be used. 


g. For potentials over 650 volts, all insulated conductors 
must have a lead covering. 


As a general rule, higher potentials than 650 volts should 
not be employed at all in damp premises, but it-might be 
necessary, for example, to carry a conductor of higher poten- 
tial through a damp section to a place beyond, and it should, 
in such a case, be lead covered, as this affords the best pro- 
tection against moisture. 


h. All apparatus, fittings, fixtures, etc., must be of water- 
proof design, or enclosed in suitable waterproof covers or 
cabinets. 


Fig. 28 


Local circumstances will indicate the type of enclosure 
applicable. 


i. Only “ weatherproof” sockets must be used. 


Unless attached to fixtures, they must be hung by separate 
stranded, rubber-covered wires, not smaller than No. 14 B. 
and S. gauge, which should preferably be twisted together 
when the pendant is over three feet long. 

These wires must be soldered direct to the circuit wires, 
but supported independently of them.’ (See Fig 28.) 


j. Switches and cut-outs, where their insulation would be 
seriously affected by moisture, vapor or dripping water, must 
be mounted on porcelain knobs or their equivalent. 
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Such knobs, etc., must furnish an air space of not less 
than one inch between the back of the switches or cut-outs 
and the surfaces to which they are attached. 


k. All live parts of apparatus must be so placed or pro- 
tected that they cannot be accidentally touched by unauthor- 
ized persons. 


l. All exposed metal parts of apparatus, fittings, fixtures, 
etc., which do not carry current, including supports, covers, 
and the like must, for all potentials, be permanently and 
effectually grounded. 


Grounding of exposed metal parts which do not carry 
current is necessary in damp places for all potentials, and 
not only for those above 300 volts, already required under 
ordinary conditions. 


m. Flexible steel conduit must not be used in damp 
places unless the conductors contained therein are lead- 
sheathed, and all junction boxes and other outlet points can 
be filled or otherwise rendered water-tight. 


* * * * * * * * 


In laying out wiring installations in damp places,’ in 
addition to the foregoing rules, the following points must 
be observed:— 


All joints in conductors must be carefully made and 
thoroughly finished with an approved compound, in order 
to prevent introduction of moisture to the conductors at 
such points. 

Where possible, short weather-proof drip lights must: 
be used, provided with either porcelain, or hard-rubber, pig- 
tail sockets, as illustrated in Fig. 28. 

Rubber rings should be run on all sockets around lamp 
bases to prevent the introduction of moisture to the sockets, 
and the sockets should be provided with suitable lamp guards. 

In locating switch and cut-out cabinets, where practicable, 
they should be placed outside the damp area, such as in 
an adjoining room or passageway. 
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Where conduit work may be permitted in certain sections 
of damp places, where it is difficult to otherwise protect the 
wires from mechanical injury, the conduit must be well 
threaded. and leaded, and all lights must be in approved 
vapor-proof globes of such construction that moisture cannot 
enter the globes or the points at which they are connected 
to the conduit system. 

All woodwork used in the construction of wire troughs, 
guard strips, cabinets or boxing-in for wires, must be well 
painted with moisture-proof paint to prevent, as far as. pos- 
sible, the absorption of moisture. 

While Rule “d” does not permit the use of wires, in con- 
cealed places, on knobs and tubes, it is not intended to pre- 
vent the provision of sufficient mechanical protection, e.g., 
wooden boxing, so long as the wires may be readily got at 
by the removal of such protection. 


2. In Premises Containing Corrosive Liquids or 
Vapors 


a. In premises containing corrosive liquids or vapors, 
special care must be taken to protect all materials used in 
installations against destructive chemical action. 

All apparatus, fittings, fixtures, etc., must ‘either be in 
themselves capable of resisting corrosive action, or they 
must be efficiently protected against chemical injury. by 
means of a suitable impregnation or coating; or they must 
be completely enclosed in vapor-tight, non-corrosive covers. 

Bare conductors must either be made of some metal which 
will not suffer corrosion under the conditions prevalent in 
any particular case, or they must be galvanized, varnished, 
or otherwise efficiently protected. 

Insulated conductors must either have an insulation which 
will not corrode, or an extra covering or coating of some 
suitable material must be provided in addition to the insula- 
tion. 

Conductors for portable apparatus, and twisted conductors 
for cord pendants, etc., must be protected by a cover which 
is both water-tight and non-corrosive. 
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No hard and fast rules can be laid down as to what are 
the most suitable materials to employ in any premises where 
corrosive liquids or vapors are present, the requirements 
depending on the particular circumstances of each case. 

Copper and lead are both readily attacked by nitric acid, 
although hydrochloric and sulphuric acids have but little 
effect upon them. Aluminum is practically unaffected’ by 
nitric acid, while hydrochloric acid has some corrosive action 
upon it. Zinc, unless quite pure, is readily attacked by sul- 
phuric and hydrochloric acids. These examples will serve to 
show that it would be impossible to formulate general rules 
which would cover all conditions. 

In some cases, it may be necessary to take due precautions 
in the choice of materials employed for supporting any elec- 
trical apparatus, wires, etc. For example, iron screws might 
be subject to a very rapid corrosion, thus rendering them 
unreliable as a means of support, whereas brass screws, under 
the same conditions, might be quite satisfactory. 

It may here be pointed out that, owing to the electrolytic 
action of direct current in the presence of acidulated moisture, 
the use of alternating current, if practicable, is to be preferred 
under the conditions with which this subsection deals. 


b. The question of insulation must be also given very 
careful consideration, as, where corrosive liquids and vapors 
are present, leakage is likely to take place to a greater ex- 
tent even than in ordinary damp places. 

Wires must be supported on insulators which will provide 
a separation from the surface wired over of at least one and 
one-half inches; this distance may be required to be increased 
considerably, especially where the potential exceeds 300 
volts. In all instances, petticoat insulators would be prefer- 
able to those of any other form. 

Increased spacing is desirable between conductors and 
between all live parts at different potentials, and may be 
essential, in order to reduce leakage to a reasonable degree. 


c. Potentials exceeding 650 volts must not be employed 
for either power or lighting. 
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In the premises to which these rules refer, even with the 
greatest precautions, corrosion is liable to occur, thus greatly 
increasing the risk of shock and fire, especially with high 
voltages. 

d. Wooden or metal mouldings must not be employed. 


3. In Premises Containing Explosive Materials 


a. In premises containing explosive material all sparking 
or arcing must be entirely obviated or must be so isolated 
that risk of explosion from this cause will be reduced to a 
minimum. © 

The rules under. this section refer chiefly to such materials 
as give off explosive vapors, such as gasoline, etc., in the 
presence of which it is evident that any sparking or arcing 
which might occur would be highly dangerous. As such 
gases find their way into the inside even of so-called gas- 
tight cases, no apparatus in the operation of which sparking 
or arcing is liable to occur must be placed in premises where 
such gases are present, as an explosion might take place 
inside, destroying the case and igniting the gas outside. Such 
gas-tight cases may, however, be employed in premises where 
only such materials as coal or flour dust, etc., are present in 
the atmosphere. 


b: Except as provided for under Rule “ g,” “Installations 
in Damp Places,” potentials exceeding 300 volts must not be 
employed. es 

c. Only armoured cable or steel conduit systems may be 
employed. ; . 

Open wiring, either bare or insulated, is easily damaged, 
and, therefore, unsuitable. Bare conductors are manifestly 
inadmissible in such premises, as also is metal moulding, as 
this latter cannot be made gas-tight; if, on account of any 
defects, sparking should occur, a serious explosion might take 
place. Where conduit wiring is used, only those forms of 
vapor-proof globes must be used which become part of the 
conduit system, and together with the conduit system, must 
be entirely gas-tight throughout, 
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If the draw-in system of conduit be used, it must be what 
is known as “rigid metal.” If it is desired to use flexible 
steel conduit, it must not be of the draw-in type, but of the 

_ style known to the trade as “B.X. Cable,” being a multiple 
conductor contained in an impregnated braiding, the whole 
being closely wound with steel armouring. 

The same precautions in attaching such cables to fittings 
must be observed as are called for in the foregoing require- 
ment for rigid conduit, that is to say, effective means must 
be adopted to prevent the entry of fumes or gases at junction 
or outlet points. 


d. All commutating and slip-ring motors must be totally 
enclosed if highly explosive vapors be present. 


Short-circuited rotor motors need not be so enclosed. 
_ Asynchronous motors, with wound rotors, need only have 
the slip rings enclosed. 


e. Motor-starting devices, with movable contacts, must 
be enclosed in gas-tight cases. . 


f. Resistances must be either placed outside the danger 
zone or enclosed in gas-tight cases thoroughly ventilated to 
the outside air. 


g. Only incandescent lamps must be used. Arc, Nernst, 
or similar lamps must not be employed. 


3a. Garages. 


For the purposes of the following rules a garage 1s con- 
sideredé as that building or portion of a building in which 
one or more self-propelled ‘vehicles carrying volatile inflam- 
mable liquid for fuel or power are kept for use, sale, storage, 
rental, repair, exhibition or demonstration purposes; and all 
that portion of a building that is on or below the floor or 
floors on which such vehicles are kept which is not separated 
therefrom by tight .unpierced fire walls and fire-resisting 
floors. is 
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In addition to the general requirements of the rules the 
following shall apply.— 


1. In garages used for more than two vehicles, as above, _ 
all conductors except those required for pendant lamps or 
portable connections must be installed in metal conduits or 
armoured cable, except that metal moulding may be used 
only in offices and show-rooms. Metal conduit, armoured 
cable or metal moulding must be so installed that all outlet 
and junction boxes shall be located at least four feet above 
the floor. In garages used for one or two vehicles, as above, 
conduit or armoured cable construction is not required. 


2. Flexible cord for pendant lights must be approved 
reinforced cord. 


3. Flexible cords for portable lamps, motors or other 
apparatus must be approved cord designed for rough usage. 
The portable cord must carry the male end of an approved 
pin plug connector or equivalent, the female end being of 
such design or so hung that the connector will break apart 
readily at any position of the cable. The connector must be 
kept at least four feet above the floor. . 


4. Flex'ble cord for charging must be of approved theatre 
stage type, this cable carrying parts of approved connectors 
of at least fifty amperes capacity. The connectors must be 
of such design or so hung that at least one will break apart 
readily at any position of the cable. Current-carrying parts 
of the connectors must be shielded to prevent accidental 
contact. The fixed, or wall connector, must be kept at least 
four feet above the floor, and if not located on switchboard 


or charging panel, must be protected against accidental con- 
tact. 


5. Cut-outs, switches and receptacles must be placed at 
least four feet above the floor, except as provided in rule 
“7” below, ; 
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6. All portable lights must be equipped with keyless 
sockets of moulded composition or metal-sheathed porcelain 
type. These sockets must be equipped with handle, hook and 
substantial guard. 


7. Switchboards and charging panels, at or upon which 
are mounted devices which in operation may produce a 
spark, must be located in a room or enclosure provided for 
the purpose unless all such spark producing devices are at 
least four feet above the floor or surrounded by vapor proof 
enclosures. 


8. Motors or dynamos, not actually apart of a vehicle, if 
not located at least four feet above the floor must be of the 
fully enclosed type. Motors located four feet or more above 
the floor, if not of the fully enclosed type, must be provided 
with wire screen of not less than No. 14 mesh over openings 
at commutator end. 


4. In Theatres and Moving Picture Establishments 


a. Electrical apparatus and. equipment, situated in any 
part to which the public is admitted, must only be accessible 
to authorized persons. 

To attain this object, all apparatus, etc., must be protected 
by a cover, or placed in a cabinet, and so locked or secured 
that it cannot be touched or operated by unauthorized per- 
sons; or it must be remote from access. 


b. 1. Where supply may be obtained from two entirely 
separate sources, two separate and distinct services must be 
installed, one service to be of sufficient capacity to supply 
current for the entire equipment of the theatre, while the 
other service must be of sufficient capacity to supply current 
for all emergency lights. 


2, Where supply cannot be obtained from two separate 
sources, the feed for emergency lights must be taken from 
a point on the street side of the main service fuses. 
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3. Where the source of supply is an isolated plant 
within the same building, an auxiliary service, of at least 
sufficient capacity to supply all emergency lights, must be 
obtained from some outside source; or a suitable storage 
battery within the premises will be considered the equivalent 
of such service. 

By ‘emergency lights” is meant exit lights and all 
lights in lobbies, stairways, corridors, and other portions of a 
theatre to which the public has access, which are normally 
kept lighted during the performance. 


c. All lamps and luminous radiators on the stage side of 
the curtain, including those used in dressing-rooms, must be 
protected by suitable guards. 


STAGE 


d. All permanent wiring on the stage side of the prosce- 
nium wall, including that in dressing-rooms, except as here- 
inafter provided, must be in approved conduit, or armoured 
cable must be used. 


SWITCHBOARDS 


e. Where accessible from the stage level, must be pro- 
tected by a suitable guard rail to prevent accidental contact 
with live parts on the board. 


FOOTLIGHTS 


f. 1. Must be wired in approved conduit, or armoured 
cable must be used; each lamp receptacle must be enclosed 
within an approved outlet box, or the lamp receptacles may be 
mounted in an iron or steel box. 

The metal used for such boxes must be of a thickness 
not less than No. 20 U. S. sheet metal gauge; it must be 
treated to prevent oxidation and the boxes must be so con- 
structed as to enclose all the wires. Wires must be soldered 
to the lugs of receptacles. 


2. They must also be so wired that no set of lamps 
requiring more than 1,320 watts nor more than 24 receptacles 
shall be dependent upon one cut-out. 
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BORDERS AND PROSCENIUM SIDE-LIGHTS 


g. 1. Must be constructed of steel of a thickness not less 
than No. 20 U. S. sheet metal gauge, treated to prevent oxi- 
dation, suitably stayed and supported and so designed that 
the flanges of reflectors will protect the lamps. 


2. Must be so wired that no set of lamps requiring more 
than 1,320 watts nor more than 24 receptacles shall be depen- 
dent upon one cut-out. 


3. Must be wired in approved conduit, or armoured 
cable must be used; each lamp receptacle must be enclosed 
within an approved outlet box; or the lamp receptacles may 
be mounted in an iron or steel box. 

The metal of such boxes must be of a thickness not 
less than No. 20 U. S. sheet metal gauge and treated to pre- 
vent oxidation, and they must be so constructed as to enclose 
all wires, which latter must be soldered to the lugs of re- 
ceptacles. 


4. Must be provided with suitable guards to prevent 
scenery or other combustible material from coming in con- 
tact with the lamps. 


5. Cables for borders must be of approved type and 
suitably supported; conduit construction must be used from 
the switchboard to the point where cables must be flexible to 
permit of the raising and lowering of the borders. 


6. For the wiring of the border proper, wire having ap- 
proved slow-burning insulation must be used. 


7 Borders must be suitably suspended, and if a wire 
rope be used, at least one strain insulator must be inserted 
at the border. 


STAGE AND GALLERY POCKETS 


h. 1. Must be of approved type, controlled from the 
switchboard, each receptacle must be of not less than 35 
ampere rating for arc lamps nor 15 ampere for incandescent 
lamps, and be wired for its full rating. Arc pockets must be 
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wired with conductors not smaller than No. 6 B. & S. gauge 
and incandescent pockets with not less than those of No. 
12 B. & S. gauge. 


2. Plugs for arc and incandescent pockets must not be 
interchangeable. 


SCENE DOCKS 


i. If lamps be placed in Scene Docks, they must be so 
located and installed that they will not be liable to suffer 
mechanical injury. 


CURTAIN MOTORS 
j. Must be of iron-clad type. 


CONTROL OF STAGE FLUES 


k. In cases where dampers are released by an electric de- 
vice, the electric circuit operating it must be normally closed. 


The magnet operating the damper must be wound to take 
the full voltage of the circuit to which it is connected, using 
no resistance device, and must not heat more than the normal 
for apparatus of similar construction; it must be located in 
the loft above the scenery and be enclosed in a suitable iron 
box with a tight self-closing door. 

Such dampers must be controlled by at least two standard 
single-pole switches mounted within approved iron boxes 
provided with self-closing doors, without lock or latch, and 
located, one at the electrician’s station, and others as may 
be designated by the Inspection Department. 


DRESSING ROOMS 


1. All pendant lights must be equipped with approved re- 
inforced cord, armoured cable, or steel armoured flexible 
cord. 


PORTABLE EQUIPMENT 


m. Arc lamps used for stage effects must conform to the 
following requirements :— f 
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1. Must be constructed entirely of metal except where 
the use of insulating material is necessary. 


2. Must be substantially constructed, and so designed 
as to provide for proper ventilation and prevent sparks from 
being emitted from the lamps when they are in operation; 
mica must be used for frame insulation. 


3. The front opening must be provided with a self- 
closing hinged door-frame, in which wire gauze or glass must 
be inserted, except in the case of lens lamps, where the front 
may be stationary, and a solid door must be provided on the 
back or side. 


4. Must be so constructed that neither carbons nor 
live parts will be brought into contact with the metal of the 
hood during operation, and arc lamps, frames. and standards 
must be so installed and protected as to prevent them from 
becoming grounded. ~ 


5. The switch on the standard must be so constructed 
that accidental contact with any live portion thereof will be 
impossible. 


6. All standard connections in the lamp and at the 
switch and rheostat must be provided with approved lugs. 


7. Rheostats must be plainly marked with their rating 
in volts and amperes and, if mounted on the standard, must 
be raised to a height of at least three inches above the floor. 
Resistances must be enclosed in a substantial and properly 
ventilated metal case affording a clearance of at least one 
inch between the case and the resistance element. 


8. A competent operator must be in charge of each arc 
lamp, except that one operator may have charge of two lamps 
when they are not more than ten feet apart, and are so lo- 
cated that he can properly watch and care for both lamps. 
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BUNCHES 
n. Must be substantially constructed of metal and must 
not contain any exposed wiring. 


The cable feeding them must be bushed in an approved 
manner where passing through the metal, and must be pro- 
perly secured to prevent any mechanical strain from coming 
on the connection. 


STRIPS 

o. 1. Must be constructed of steel of a thickness not less 
than No. 20 U. S. sheet metal gauge, treated to prevent oxi- 
dation, suitably stayed and supported, and so designed that 
the flanges will protect the lamps. 


2. Cable must be bushed in a suitable manner where 
passing through metal, and must be properly secured to pre- 
vent undue mechanical strain from coming on the connec- 
tions. 


3. Must be wired in approved conduit, or armoured 
cable must be used. Each lamp receptacle must be enclosed 
within an approved outlet box, or the lamp receptacles may 
be mounted in an iron or steel box. 


The metal of such boxes must be of a thickness not 
less than No. 20 U. S. sheet metal gauge, and treated to pre- 
vent oxidation, and boxes must be so constructed as to enclose 
all wires, which latter must be soldered to the lugs of re- 
ceptacles. 


PORTABLE PLUGGING BOXES 

p. 1. Must be constructed so that no current-carrying part 
will be exposed, and each receptacle must be protected by 
approved fuses, mounted on slate or marble bases and en- 
closed in a fire-proof cabinet equipped with self-closing 
doors. 

2. Each receptacle must be constructed to carry thirty 
amperes without undue heating, the bus-bars must have a 
carrying capacity equivalent to the current required for the 
total number of receptacles, and approved lugs must be pro- 
vided for the connection of the master cable. 
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PIN PLUG CONNECTORS 

q. Must be of an approved type, so installed that the 
“female” part of the plug will be on the live end of the cable 
and must be so constructed that tension on the cable will not 
cause undue mechanical strain on the connection. 


PORTABLE CONDUCTORS 

r. Flexible conductors run from receptacles to arc lamps, 
bunches or other portable equipments, must be approved 
stage cable; except that for the purpose of feeding a stand 
lamp under conditions where conductors are not liable to 
suffer severe mechanical injury, an approved reinforced cord 
may be used, provided that the fuse in the cut-out employed 
to protect the lamp is not rated for more than six amperes. 


LIGHTS ON SCENERY 

s. Where brackets are used they must be wired entirely 
on the inside, the fixture stem must come through to the back 
of the scenery and the end of the stem must be properly 
bushed. | 


STRING OR FESTOONED LIGHTS 
t. 1. Wiring of these must be of an approved method; 
joints must be properly made, soldered and taped, and stag- 
gered where practicable. 
2. Where lamps are used in lanterns or similar devices, 
approved guards must be employed. 


SPECIAL ELECTRICAL EFFECTS 

u. Where devices are used for producing special effects, 
such as lightning, waterfalls, etc., the apparatus must be so 
constructed and located that flames, sparks, etc., resulting 
from its operation cannot come in contact with combustible 
material. . 

To obtain special effects, potentials exceeding 300 volts 
are sometimes necessary, and, where employed, must be 
under the direct charge of a trained attendant while pressure 
is on, and all temporary conductors, apparatus, etc., used in 
connection therewith, must be removed as soon as they are 
done with. 
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r 
AUDITORIUM 


v. 1. All wiring must be installed in approved conduit or 
metal moulding; or armoured cable must be used. 


2. Exit lights must not have more than one set of fuses 
between them and the service fuses. 


3. Exit lights and all lights in halls, corridors, or any 
other part of the building used by an audience, except the 
general auditorium lighting, must be fed independently of 
the stage lighting and must be controlled only from the 
lobby or other convenient place in front of the house. All 
fuses must be enclosed in approved cabinets. 


MOVING PICTURE EQUIPMENTS 


w. 1. Arc lamps used as a part of a moving picture 
machine:—Must be constructed, so far as is practicable, 
similarly to arc lamps of theatres, and conductors must have 
a current-carrying capacity not less than that of No. 6 B. & 
S. gauge copper wire. 


2. Rheostats: Must conform to rheostat requirements 
for theatre arcs, and must be kept outside of the cabinet. 


3. Top and Bottom Reels: Must be enclosed in steel 
boxes or magazines, each with an approved opening, either 
at the bottom or the top, so arranged as not to permit the 
entrance of flame to the magazine. 

No solder is to be used in the construction of these 
magazines. The front side of each magazine must consist 
of a spring-hinged door, swinging horizontally, and provided 
with a substantial latch. 


4. Automatic Shutter: Must be provided and be so 
constructed as to shield the film from the beam of light 
whenever the film is not running at operating speed. The 
shutter must be permanently attached to the gate frame. 


5. Extra Films: Must be kept in individual metal boxes 
equipped with tight-fitting covers. 
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6. Machine Operation: If practicable, must be oper- 
ated by hand. 


The only exception, so far, to the observance of this 
rule, for which permission is granted is the “ Kinemacolour 
Machine,” which is specially designed for motor drive, as 
hand operation is not practicable. 


MACHINE ENCLOSURE 


7. The machine must be placed in an enclosure or house 
made of suitable fire-proof material. The enclosure must 
be properly ventilated, properly lighted and large enough for 
the operator to walk freely on either side of or at the back 
of the machine. 

All openings into this booth must be so arranged 
as to be entirely closed by doors or shutters constructed of 
the same, or equally good, fire-resisting materials as the 
booth itself. Doors or covers must be arranged so as to be 
held normally closed by spring hinges or equivalent devices. 

’ Cut-outs and switches, if placed inside the booth, 
must be so located or of such design that the danger of com- 
municating fire will be, as far as possible, eliminated. 


8. Reels containing Films under Examination or in Pro- 
cess of Re-Winding: Must be enclosed in magazines or ap- 
proved metal boxes similar to those required for films in 
operation, and not more than two feet of film must be ex- 
posed in the booth. 


_x. “Moving Picture” machines, with inflammable films, 
must not be operated in any premises except those in which 
the installation complies with the foregoing. 


This rule will not prevent the use of moving picture 
machines with inflammable films in places other than those 
classed as “theatres,” provided that special permission be 
obtained from the Inspection Department. Such permission 
will only be granted when every reasonable safeguard has 
been observed, and in no case unless the machine be enclosed 
in a cabinet which, in effect, complies with all the foregoing 
requirements. 


96 RULES AND REGULATIONS 


5. Outline and Sign Lighting 


The title “ Outline‘and Sign Lighting” will be considered 
as covering any wiring run to or on the outside of any building 
or structure to supply current outside of the said building, etc., 
to any fixture or device which is not in use solely for tllumina- 
ting purposes, and for which fixtures, etc., separate circuits must 
be provided. 


a. Must be connected only to low potential systems, and 
must be controlled by a switch which completely cuts off the 


supply. 


b. Open or conduit work may be used, but moulding will 
not be permitted. ii 

c. All wires must be double-braided, rubber-covered, and 
if open wiring be employed, a minimum distance of one inch 
from the surface wired over must be maintained. 


d. Where flexible tubing is required, it must be kept at 
least one-half inch from the surface wired over and the ends 
must be sealed and painted with moisture repellant. 


e. Where armoured cable is used, the conductors must be 
protected from moisture by a lead sheath between the armour 
and the insulation. 


f. Cut-outs, switches, time-switches, flashers and similar 
appliances, if located inside the building, must comply with 
the rules governing such devices; if located outside the build- 
ing they must be enclosed in a steel or cast-iron water-tight 
box. 


If a steel box be used, the minimum thickness of the steel 
must be 0.125 of an inch (No. 11 U. S. sheet metal gauge). 
Boxes must be so constructed that when the switch operates 
the blade will clear the door by at least one inch. 
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g. Every circuit for outline or sign lighting must be dis- 
tinct from all other circuits in an installation. 


As the working conditions of sign and outline lighting 
are different from those of ordinary lighting installations, 
these two classes of lighting should be kept quite distinct. 

All such circuits should branch off from the main distri- 
bution board, or, in the case of large installations, they may 
be taken from the nearest sub-distribution board, provided 
that the cables leading thereto are of ample size. In no 
case should such circuits be utilized to supply minor sub- 
circuits (for example, two or three lamps) for use inside the 
building. There would be no objection, however, to having 
two or three signs supplied with current from the same 
mains. Having regard to the situation of any outline or sign- 
lighting (i.e., whether inside or outside buildings), such rules 
as are applicable must be complied with. 

It is obvious that sign lights must not be so placed as to 
admit the possibility of overhead conductors, such as feed- 
ers, trolley wires, etc., coming into contact with them. Ad- 
ditional insulation over the conductors, such as porcelain 
tubes, or other devices, will not be allowed as an alternative. 


h. Circuits must be so arranged that not more than 1,320 
watts will be finally dependent upon a single cut-out, nor 
must more than 66 sockets or receptacles be connected 
to a single circuit. 


In any circuit having a common return for several sets of 
lamps, such return must be of sufficient size, in accordance 
with table “A,” “Conductors,” to carry the current for the 
maximum number of lamps which it is possible to have on at 
one time. 

Where the current supplying lamps in signs is derived 
from a low voltage transformer and where the potential 
does not exceed 25 volts, the lamps may be wired in multiple 
series but no circuit must be subdivided in such a way as to 
require more than 150 receptacles connected to any one 
branch circuit. 
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i. Sockets and receptacles must be of the keyless porcelain 
type and wires must be soldered to their lugs. 


j. Signs must be constructed entirely of metal or other 
approved incombustible material, except that wood may be 
used on the outside as decoration if kept at least two inches 
from lamp receptacles. 


Sheet metal must not be less than No. 28 U. S. sheet metal 
gauge. 

All metal must be galvanized, enamelled or treated with 
at least three coats of anti-corrosive paint, or otherwise pro- 
tected in an approved manner against corrosion.. 

Signs must be so constructed as to secure ample strength 
and rigidity and must be practically weather-proof. They 
must also have the maker’s name or trademark permanently 
attached to the exterior. All terminals and wiring other than 
the supply leads must be enclosed, except that open work 
will be permitted for signs on roofs or open ground where 
not subject to mechanical injury, provided that the wiring is 
in accordance with the appropriate portion or portions of 
Seetion? = BY 


k. Cut-outs, transformers unless of weather-proof type, 
flashers and other similar devices on or within the sign struc- 
ture, must be in a separate, completely enclosed, accessible 
' and weather-proof compartment, or in a substantial metal 
weather-proof box or cabinet, the thickness of the walls of 
which must not be less than that of the metal of the sign 
itself. 


Every compartment must have suitable provision for 
drainage through one or more holes, each not less than one- 
quarter of an inch in diameter. 


1, Receptacles must be so designed as to afford permanent 
and reliable means to prevent possible turning, and their ter- 
minals must be at least one-half inch from other terminals 
and from the metal of the sign; except that, where open work 
is permitted, this separation must be one inch. Miniature 
receptacles will not be approved for use in outdoor signs. 
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In those parts of circuits where-wires are connected to 
approved receptacles which hold them at least one inch from 
the surface wired over, and which are placed not over one 
foot apart, such receptacles will be considered to afford the 
necessary support and spacing for the wires. Between recep- 
tacles more than one foot, but less than two feet, apart, an 
additional incombustible, non-absorptive insulator; maintain- 
ing a Separation and spacing equivalent to that provided by 
the receptacles, must be used. 


m. Leads from signs must either pass through the walls 9f 
signs in approved metal conduit, or armoured cable must be 
used; the leads must be neatly: cabled and pass through one 
or more approved incombustible, non-absorptive bushings. 


6. Temporary Work 


a. Under this heading the rules for permanent work need 
only be so far observed as to effectually guard against shock 
and fire. : 


Temporary installations may be authorized, in writing, by 
the Inspection Department. Each case will be treated on its 
merits and the duration of the period over which the permit 
shall extend will be regulated accordingly. 

Temporary permits may be renewed for a further period 
at the discretion of the Inspection Department. 


SECTION C 
MISCELLANEOUS 


For work in this section the rules in other portions of 
this book, in so far as they are applicable, must be observed, 
unless they are rendered superfluous or nugatory by the re- 
quirements here set forth. 


I. LIGHTING AND POWER FROM RAILWAY 
WIRES 


Will not be permitted in the same circuit with trolley 
wires with a ground return, except in electric railway cars, 
electric car houses, power houses, passenger and freight sta- 
tions connected with the operation of electric railways. 


II. SERIES LAMPS 


a. No multiple-series or series-multiple system of lighting 
will be approved. 

b. Series lamps must not, under any circumstances, be 
attached to gas fixtures. 


II. CONSTANT CURRENT SYSTEMS 


As series arc lighting systems are seldom used for inside 
illumination at the present day, and those already in- 
stalled are being gradually replaced by multiple systems, 
it is not deemed advisable or necessary to draft special rules 
governing this class of work. If, however, circumstances 
should warrant it, and no other system be available, the Com- 
mission may grant special permission for the use of such 
a system inside a building, provided that the wiring and 
apparatus be installed in such a way that danger to life or 
property is, as far as practicable, eliminated. 

The greatest field for a constant current system is street 
lighting; the disadvantages of such a system for inside use 
are due to the fact that, generally, extra high voltages are 
used with an increased risk of breakdown of insulation, re- 
sulting in danger to persons and risk of fire, and also to the 
fact that an interruption of current causes loss of light over 
a considerable area. 

100 
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IV. ELECTRIC GAS LIGHTING 


Electric gas lighting, unless it be the frictional system, 
must not be used on the same fixtures with electric light. 


V. SIGNALLING SYSTEMS 


Governing wiring for telephone, telegraph (except wireless 
telegraph apparatus), district messenger and call-bell circuits, 
fire and burglar alarms, and all similar systems which are 
hazardous only because of their lability to become crossed with 
electric light, heat or power circuits. 


a. Outside wires must be run in underground ducts or 
strung on poles, and kept off the roofs of buildings, unless 
permission to the contrary be given, and must not be placed 
on the same cross-arm with electric light or power wires. 
They must not occupy the same duct, manhole or hand-hole 
of conduit systems with electric light or power wires. 


Single manholes, or hand-holes separated into sections by 
means of partitions of brick or tile will be considered as con- 
forming with the above rule. 


e 
The liability of accidental crossing of overhead signalling 
circuits with electric light and power circuits may be guarded 
against to a considerable extent by endeavoring to keep the 
two classes of circuits on different sides of the same street. 


When the entire circuit from Central Station to building 
is run in underground conduits, Rules “b” to “m” inclusive 
do not apply. 


b. When outside wires are run on the same pole with 
electric light or power wires, the distance between the two 
inside pins of each cross-arm must not be less than twenty- 
four inches. . 


Signalling wires, being smaller and more liable to break 
and fall, should be generally placed on the lower cross-arms 
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When the wires are carried in approved cables, the next 
three rules (c, d and e), do not apply. 


c. Where wires are attached to the outside walls of build- 
ings they must have an approved rubber insulating covering, 
and on frame buildings or frame portions of other buildings 
must be supported on glass or porcelain insulators, or knobs. 


d. The wires from the last outside support to the cut-outs 
or protectors must be of copper and must have an approved 
rubber insulation; drip loops must be formed immediately 
outside the building at the point of entrance of the wires. 


e. Wires must enter buildings through approved incom- 
bustible, non-absorptive, insulating bushings sloping upward 
from the outside. 


Installations where the current-carrying parts of the apparatus installed 
are capable of carrying indefinitely a current of ten amperes:— 


f. An all-metallic circuit must be provided, except in tele- 
graph systems. 


g. At the entrance of wires to buildings, approved single 
pole cut-outs, designed for 251-650 volts potential and con- 
taining fuses rated at not over ten amperes capacity, must be 
provided for each wire. : 


These cut-outs must not be placed in the immediate 
vicinity of easily ignitible stuff, or where exposed to inflam- 
mable gases or dust, or to flyings of combustible material. 


h. The wires inside a building must be of copper of not 
less than No. 16 B. and S. gauge, and must have the same in- © 
sulation and be supported in the same manner as would be 
required for an installation of electric light or power wiring 
for 10-650 volts potential. 


i. The instruments must be mounted on bases constructed — 
of incombustible, non-absorptive, insulating material. Holes 
for the supporting screws must be so located or counter-sunk 
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that there will be at least one-half inch space, measured over 
the surface, between the head of the screw and the nearest 
live metal part. 


Installations where the current-carrying parts of the apparatus installed 
are not capable of carrying indefinitely a current of ten amperes:— 


j. Must be provided with an approved protective device 
located as near as possible to the entrance of wires to build- 
ing. , 

The protector must not be placed in the immediate vicinity 
of easily ignitible stuff, or where exposed to inflammable 
gases or dust, or flyings of combustible materials. 


k. Wires from entrance to building, to the protector, must 
be so supported on porcelain insulators, that they will come 
in contact with nothing except their proper supports. 


. 1. The ground wire of the protective device must be run 
in accordance with the following requirements :— 


1. Must be of copper and not smaller than No. 18 B. 
and S. gauge. 


2. Must have an insulating covering approved for volt- 
ages from o to 650, except that the preservative compound 
may be omitted. 


3. Must run in as straight a line as possible to a good 
permanent ground. 


If attachment be made to a gas pipe, the connection 
in all cases must be made between the meter and the street 
main and must be made as near as possible to the earth. 

This may be obtained by connection to a water or 
gas pipe connected to the street mains or to a ground rod 
or pipe driven in permanently damp earth. When connec- 
tions are made to pipes, preference must be given to water 
pipes. 

When the ground wire is to be attached to a water or 
gas pipe, it may be connected by means of an approved 
ground clamp fastened to a thoroughly clean portion of the 
pipe; or the pipe must be thoroughly cleaned and tinned 
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with rosin flux solder, the ground wire being then wrapped 
tightly around the pipe and properly soldered’to it. 

If the ground wire be attached to a ground rod driven 
into the ground, it must be soldered to the rod in a similar 
manner. 

Steam or hot water pipes must not be used for a pro- 
tector ground. 

_m. The protector, to be approved, must comply with the 
following requirements :— 


For Instrument Circuits of Telegraph Systems:— 


1. An approved single pole cut-out, in each wire, de- 
signed for 2,000 volts potential, and containing fuses rated 
at not over one ampere. 

pies ee main line cut-outs are installed as called 
for in Rule “g,” the instrument cut-outs may be placed be- 
tween the hare and the instrument, as near the switch- 
board as possible. 


For all other Systems :— 


1. Must be mounted on incombustible, non-absorptive, 
insulating bases, so designed that when the protector is in 
place, all parts which may be alive will be thoroughly in- 
sulated from the wall to which the protector is attached. 


2. Must have the following parts:— 


A lightning arrester,which will operate with a differ- 
ence of potential between wires of not over 500 volts, and 
so arranged that the chance of accidental grounding is re- 
duced to a minimum. 


A fuse designed to open the circuit in case the wires 
become crossed with light or power circuits. The fuse must 
be able to open the circuit, without arcing or serious flashing, 
when crossed with any ordinary commercial light or power 
circuit. ~ 


A heat coil, if the sensitiveness of the instrument de- 
mand it, which will operate before a sneak current can 
damage the instrument which the protector is guarding. 


¥ 
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Heat coils are necessary in all circuits normally closed 
through magnet windings, which cannot indefinitely carry a 
current of at least five amperes. They are intended to warm 
up and melt out with a current large enough to endanger the 
instrument if continued for a long time, but so small that 
it would not blow the fuses ordinarily found necessary for 
such instruments. The smaller currents are often called 
“sneak” currents. | 


3. The fuses must be so placed as to protect the arrester 
and heat coils, and the protector terminals must be plainly 


marked “line,” “instrument,” “ ground.” 


An easily read abbreviation of the above words will be 
allowed. 


The following rules apply to all systems whether the wires from the 
central office to the building are overhead or underground. 

n. Wires beyond the protector, or wires inside buildings 
where no protector is used, must be neatly arranged and 
securely fastened in place in some convenient, workmanlike 
manner. . 


They must not come nearer than two inches to any elec- 
tric light or power wire in the building, unless separated 
therefrom by some continuous and firmly fixed non-conduc- 
tor creating a permanent separation; this non-conductor to 
be in addition to the regular insulation on the wire. 


The wires would ordinarily be insulated, but the kind of 
insulation is not specified, as the protector is relied upon to 
stop all dangerous currents. Porcelain tubing or approved 
flexible tubing may be used for encasing wires where required 
as above. 


o. 1. Wires, where bunched together in a vertical run 
within any building, must have a fire-resisting covering suff- 
cient to prevent them from carrying fire from floor to 
floor, unless they are run either in incombustible tubing or in 
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a fire-proof shaft, which shaft must be provided with fire 
stops at each floor. 


2. Signalling wires and electric light or power wires may 
be run in the same shaft, provided either that one of these 
classes of wires is run in incombustible tubing, or that when 
run otherwise the two classes of wires be separated from 
each other by at least two inches. 


3. In no case must signalling wires be run in the same 
tube with electric light or power wires. 


p. Transformers or other devices for supplying current 
to signalling systems from light, heat or power circuits must 
be of a design expressly approved for this purpose. The . 
primary wiring must be installed in accordance with all such 
rules in Section “B” as are applicable. 


VI. WIRELESS TELEGRAPH APPARATUS 


Note:—These rules do not apply to Wireless Telegraph apparatus 
installed on shipboard. 


-In setting up Wireless Telegraph apparatus (so-called) 
all wiring within the building must conform to the rules in 
Section “B” for the class of work installed, and to the fol- 
lowing additional requirements :— 


a. Aerial conductors must be permanently and effectually 
grounded at all times when the station is not in operation. 


The ground conductor, which must be of copper and not 
smaller than No. 4 B. and S. gauge, must run in as direct a 
line as possible, and must be connected to a water pipe at a 
point on the street side of all connections to the said water 
pipe within the premises, or to some other equally satisfac- 
tory earth connection. 


b. Aerial conductors, when grounded as above specified, 
must be effectually cut off from all apparatus within the 
building. 
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c. As an alternative to the foregoing the aerial conductors 
may be permanently connected at all times to earth in the 
manner specified above, through a _ short-gap lightning 
arrester. 

The arrester must have a gap of not over .o15 inch be- 
tween brass or copper plates not less than 2% inches in length 
parallel to the gap and 1% inches the other way, with a thick- 
ness of not less than one-eighth of an inch; it must be 
mounted upon incombustible, non-absorptive, insulating 
material of such dimensions as to give ample strength. Other 
approved arresters of equally low resistance and equally sub- 
stantial construction may be used. 


d. In cases where the aerial is grounded as specified in 
Rule “a,” the switch employed to connect it to ground must 
not be smaller than a standard 100 ampere knife switch. 


e. Where supply is obtained direct from a street service, 
the circuit must be installed in approved metal conduit, or 
armoured cable must be used. 


f. In order to protect the supply system from high 
potential surges, there must be connected in circuit, either, a 
transformer having such a ratio that the potential on the 
secondary leads will not exceed 650 volts, or two condensers 
in series must be connected across the line. 

The capacity of the condensers must not be less than one 
half micro-farad, and the connection between them must be 
permanently and effectually grounded. 


VII. ELECTRIC RAILWAY WORK 
1. Car Wiring and Equipment of Cars 
a. PROTECTION OF CAR BODY, ETC. 


1. The under side of the car bodies must be protected by 
approved fire-resisting, insulating material, not less than one- 
eighth inch in thickness, or by sheet iron or steel, not less 
than .o4 inch in thickness, as specified in the following para- 
graphs, Nos. 2, 3 and 4. 


108 | RULES AND REGULATIONS 


This protection must be provided over all electrical 
apparatus, such as motors with a rating of over 75 h.p. each, 
resistances, contactors, lightning arresters, air-brake motors, 
etc., and also where wires are run, except that protection 
may be omitted over wires designed to carry 25 amperes or 
less if they are encased in metal conduit. 


2. Over motors of more than 75 h.p. each, fire-resisting 
material, or sheet iron or steel, must extend not less than 
eight inches beyond all edges of openings in the motors, and 
not less than six inches beyond motor leads on all sides. 


3. Over resistances, contactors and lightning arresters, 
and other electrical apparatus, excepting when amply pro- 
tected by their casing, fire-resisting material, or sheet iron or 
steel, must extend not less than eight inches beyond all edges 
of the devices. 


4. Over conductors not encased in conduit, and con- 
ductors in conduit when designed to carry over 25 amperes, 
unless the conduit is so supported as to give not less than 
one-half inch clear space between the conduit and the car, 
fire-resisting material, or sheet iron or steel, must extend at 
least six inches beyond conductors on either side. 


The fire-resisting, insulating material, or sheet, iron or 
steel, may be omitted over cables made up of flame-proof 
braided outer covering when surrounded by one-eighth inch 
flame-proof covering, as called for by Rule “i,” paragraph 4. 


5. In all cases fire-proof material or sheet iron or steel 
must have joints well fitted, be securely fastened to the sills, 
floor timbers and cross braces, and have the whole surface 
treated with a water-proof paint. 


6. Cut-out and switch cabinets must be substantially made 
of metal. 


b. WIRES, CABLES, ETC. 
1. All conductors must be stranded, the allowable cur- 
rent-carrying capacity being determined by Table “A,” 
“ Conductors.” 
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Exception may be made in the case of motor, trolley and 
resistance leads, which must in no case have a current-carry- 
ing capacity less than that of No. 7 B. and S. gauge copper 
wire, heater circuits not less than that of No. 12 B. and S. 
gauge copper wire, and lighting and other auxiliary circuits 
not less than that of No. 14 B. and S. gauge copper wire. 


The current used in determining the size of motor, trolley 
and resistance leads shall be the per cent. of the full load 
current, based on one hour’s run of the motor, as given 
by the following table: 


: Trolley Resistance 
Size of each Motor Motor Leads Saas exes 
TITER OLVICSS: oust cde ss 50% 40% 15% 
Over 75 Nepatres «haan iesas 45 % 35% 15% 


Fixture wire will be permitted for wiring approved clus- 
ters. 


2. Must have an insulation and braid approved for use 
for the potential employed. 


3. When run in metal conduit, must be protected by zn 
additional braid. 

Where conductors are laid in conduit, not being drawn 
through, the additional braid will not be required. 


4. Must have an approved rubber covering (except that 
tape may be substituted for braid) and be protected by an 
additional flame-proof braid at least one thirty-second of 
an inch in thickness, and the outside must be saturated with 
a preservative flame-proof compound. 


Observance of this rule is not necessary in the case oi 
wires run in conduit or metal moulding, or made up into 
cables surrounded by one-eighth inch flame-proof covering. 
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The preservative flame-proof compound may be omitted 
from motor leads on motors so enclosed that flame cannot 
extend outside of the casing. 


5. Must be so spliced or joined as to be both mechanically 
and electrically secure without solder. The joints must be 
soldered and covered with an insulation equivalent to that on 
the conductors. 


Joints made with approved splicing devices and those con- 
necting the leads at motors, plows or third-rail shoes need 
not be soldered. 


6. All connections of cables to cut-outs, switches and fit- 
tings, except those to controller connection boards, when 
designed to carry over 25 amperes, must be provided with 
lugs or terminals soldered to the cable, and securely fastened 
to the device, by bolts, screws or by clamping; or, the end 
of the cable, after the insulation is removed, must be dipped 
in solder and be fastened into the device by at least two set 
screws having check nuts. . 


_ 7. All connections for conductors to fittings, etc., designed 
to carry less than 25 amperes, must be provided with upturned 
lugs that will grip the conductor between the screw and the 
lug, the screws being provided with flat washers; or with 
block terminals having two set screws, and the ends of the 
conductors must be dipped in solder. 


Soldering, in addition to the connection of the binding 
screws, is strongly recommended, and will be insisted on 
when the above requirements are not complied with. 


This rule is only to.apply to circuits where the maximum 
potential is over 25 volts and the current exceeds 5 amperes. 


c. CUT-OUTS, CIRCUIT-BREAKERS, ETC. 


1. All cut-outs and switches having exposed live metal 
parts must be located in metal cabinets. Cut-outs and 
switches, not in metal boxes or in cabinets, must be mounted 
on fire-resisting, insulating material, of not less than one- 
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fourth inch in thickness, which must project at least one-half 
inch beyond all sides of the cut-out or switch. 


2. Cut-outs must be of the approved cartridge or approved 
blow-out type. 


3. All switches controlling circuits of over 5 ampere rat- 
ing must be of approved single-pole, quick-break or approved 
magnetic blow-out type. 


Switches controlling circuits carrying 5 amperes or less 
may be of the approved single-pole, double-break, snap type. 


4. A cut-out must be placed as near as possible to the cur- 
rent collector, so that the blowing of the fuse in this cut-out 
will cut off all current from the car. 


When cars are operated by metallic return circuits, with 
circuit-breakers connected to both sides of the circuit. no 
fuses in addition to the circuit breakers will be required. 


d. CONDUIT 


When from the nature of the case, or on account of the 
size of the conductors, the ordinary pipe and junction box 
construction is not permissible, a special form of conduit 
system may be used, provided that the general requirements as 
given below are complied with. 


1. Metal conduits and outlet and junction boxes must be 
constructed in accordance with standard requirements, except 
that the conduit for lighting circuits need not be over five- 
sixteenths inch internal diameter and one-half inch external 
diameter, and for heating and air motor circuits need not be 
over three-eighths inch internal diameter and nine-sixteenths 
inch external diameter, and all conduits where exposed to 
dampness must be water-tight. 


2. Must be continuous between, and be firmly secured into, 
all outlet or junction boxes and fittings, making a thorough 
mechanical and electrical connection between same. 
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3. Metal conduits, where they enter all outlet or junction 
boxes and fittings, must be provided with approved bushings 
fitted so as to protect cables from abrasion. 


4. Except as noted in Rule “i,” paragraph 2, must have 
the metal of the conduit permanently and_ effectually 


grounded. 


5. Junction and outlet boxes must be installed in such a 
manner as to be accessible. 


6. All conduits, outlets or junction boxes and fittings must 
be firmly and substantially fastened to the frame-work of 
the car. 


e. MOULDING 


1. Only approved metal moulding may be used, except 
as specified in Rule “i,” paragraph 2. (See Rules on “ Mould- 
ing Work,” Section “ B.”). 


2. When constructed of fire-resisting, insulating material, 
as permitted in Rule “i,” paragraph 2, the backing must not 
be less than one-fourth inch in thickness and be of a width 
sufficient to extend not less than one inch beyond the con- 
ductors at the sides. 


The capping, which must not be less than one-eighth inch 
in thickness, must cover and extend at least three-fourths 
inch beyond conductors at either side. 

The joints in the moulding shall be mitred to fit close, the 
whole material being firmly secured in place by screws or 
nails, and treated on the inside and outside wth a water- 
proof paint. 

When fire-resisting moulding is used over surfaces already 
protected by one-eighth inch fire-resisting, insulating material 
no backing will be required. 


f, LIGHTING AND LIGHTING CIRCUITS ' 


1. Each outlet must be provided with an approved re- 
ceptacle, or an approved cluster. No lamp consuming more 
than 128 watts must be used. 
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2. Circuits must be run in approved metal conduit, or 
approved metal moulding. 


3. When metal conduit is used, except for sign lights, all 
outlets must be provided with approved outlet boxes. 


4. At outlet boxes, except where approved clusters are 
used, receptacles must be fastened to the inside of the box, 
and the metal cover must have an insulating bushing around 
the opening for the lamp. 


5. The exposed metal parts, of all electrical fittings and 
fixtures, which do not carry current, (except covers which are 
lined, such as those of sockets, snap switches, receptacles, 
etc.) must be permanently and effectually grounded. 


g. HEATERS AND HEATING CIRCUITS 


1. Panel heaters must be so constructed and located that 
when heaters are in place, all current-carrying parts will be 
at least four inches from all woodwork. 


Heaters for cross seats must be so located that current- 
carrying parts will be at least six inches. below the under- 
side of the seats, unless the underside of the seat is pro- 
tected by fire-resisting, insulating material of not less than 
one-fourth inch thickness, or by .o4 inch sheet metal with one 
inch air space over it, when the distance may be reduced. to 
three inches. 


Truss plank heaters must be mounted on fire-resisting, 
insulating material of not less than one-fourth inch thickness, 
the legs or supports for the heaters providing an air space 
of not less than one-half inch between the back of the heater 
and the insulating material. 


2. All circuits must be run in approved metal conduit or on 
porcelain knobs and cleats. 


The latter method of wiring will only be allowed if the 
location of the conductors be such as to provide an air space 
of not less than two inches on all sides except the surface 
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wired over. The knobs and cleats must be mounted on fire- 
resisting, insulating material of not less than one-quarter 
inch thickness, extending at least three inches beyond the 
conductors on either side, the supports raising conductors 
not less than one-half inch from the surface wired over, and 
being not over twelve inches apart. 


h. AIR-PUMP MOTOR AND CIRCUITS 


1. Circuits must be run in approved metal conduit or in 
approved moulding. 


If run below the floor of the car they may, as an alter- 
native, be supported on porcelain knobs or cleats, provided 
that the supports raise the conductors at least one-half inch 
from the surface wired over-and are not over twelve inches 
apart. 


2. Automatic control must be enclosed in an approved 
metal box. The air-pump and motor, when enclosed, must 
be in an approved metal box or a wooden box lined with 
metal of not less than one-thirty-second inch in thickness. 


When conductors are run in metal conduit, the boxes sur- 
rounding the automatic control and air pump and motor may 
serve as outlet boxes. 


i. MAIN MOTOR CIRCUITS AND DEVICES, 


1. Conductors connecting between trolley stand and main 
cut-outs or circuit-breakers in hood must be protected, where 
wires enter the car, to prevent ingress of moisture. t 


2. Conductors connecting between the third-rail shoes on 
the same truck must be supported in an approved fire-resist- 
ing, insulating moulding, or in approved iron conduit sup- 
ported by soft rubber or other approved insulating cleats. 


3. Conductors on the underside of the car, except as noted 
in paragraph 4, must be supported in accordance with one 
of the following methods:— 
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a. Must be run in approved metal conduit, junction boxes 
being provided where branches in conduit are made, and 
where conductors leave conduit the point of issue must be 
equipped with a suitable condulet or equivalent fitting. 


b. Or must be run in approved fire-resisting, insulating 
moulding. 


c. Or must be supported by insulating cleats, the sup- 
ports being not over twelve inches apart. 


4. a. Conductors, with flame-proof braided outer covering, 
connecting between controllers at either end of the car, or 
between controllers and contactors, may be run as a cable, 
provided that the cable, where exposed to the weather, is 
encased in a canvas hose or in canvas tape, which must be 
thoroughly taped or sewed at the ends, where taps from the 
cable are made, and also where the hose or tape enters the 
controllers. 


b. Conductors, with or without flame-proof braided outer 
covering, connecting between controllers at either end of 
the car, or between controllers and contactors, may be run as 
a cable, provided that the cable, throughout its entire length, 
is surrounded by one-eighth inch flame-proof covering, 
thoroughly taped or sewed at ends or where taps from the 
cable are made, and that the flame-proof covering enters the 
controllers. 


c. Cables, where run below the floor of a car, may be sup- 
ported by approved insulating straps or cleats. Where run 
above the floor of the car, they must be in a metal conduit 
or metal channel, painted or galvanized both inside and out, 
and where this channel is so placed as to be exposed to water, 
as by washing of the car floor, it must either be water-proof 
or so arranged that water will readily drain out. 


d. Canvas hose or tape or flame-proof material surrounding 
cables after conductors are in same, must have not less than 
two coats of water-proof insulating material. 
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5. Motors must be so drilled that, on double truck-cars, 
the connecting cables can leave them on the side nearest to 
the king bolt. 


6. Resistances must be so located that there will be at 
least a six-inch air space between resistances proper and the 
fire-resisting material of the car. 

They must be mounted on iron supports, being insulated . 
therefrom by incombustible bushings or washers, the sup- 
ports must have at least two inches of insulating surface be- 
tween them and the metal work of the car; or the resistances 
may be mounted on hardwood bars, supported by iron 
stirrups, which bars' must have not less than two inches of 
insulating surface between the foot of the resistance and the 
metal stirrup, the entire surface of the bars being covered 
with at least one-eighth inch fire-resisting, insulating material. 


b. The insulation of the conductor, for about six inches 
from the terminal of the resistance, must be replaced, if any 


insulation be necessary, by a porcelain bushing or asbestos 
sleeve. 


7. Controllers must be raised above the platform of, the 
car by a hardwood block not less than one inch in thick- 
ness, the block being fitted and painted to prevent moisture 
from working in between it and the platform. 


j. LIGHTNING ARRESTERS 


1. Must preferably be so located as to protect all auxiliary 
circuits in addition to main motor circuits. 


2. The ground conductor must have a current-carrying 
capacity not less than that of No. 6 B. and S. gauge copper 
wire, and be run with as few kinks and bends as possible, and 
must be securely grounded. 


k, GENERAL RULES 


1, When passing through floors, conductors or cables must 
be protected by approved incombustible, non-absorptive, in- 
sulating bushings, which must fit the conductor or cable as 
closely as possible, 
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2. Metal moulding must never be concealed (except where 
readily accessible), and must not be exposed to moisture. 


3. Short bends in conductors must be avoided where 
possible. 


4. Sharp edges in conduit or in moulding must be 
smoothed to prevent injury to conductors. 


/ 


2. Car Houses 


a. The trolley wires must be securely supported on insula- 
ting hangers. 


b. The trolley hangers must be placed at such a distance 
apart that, in case of a break in the trolley wire, contact with 
the floor cannot be made. 


~c. Must have an emergency cut-out switch located at a 
proper place outside of the building, so that all the trolley 
wires in the building may be cut out at one point, and line 
insulators must be installed, so that when this emergency 
switch is open the trolley wire will be dead at all points 
within one hundred feet of the building. The current must 
be cut off from the building when not needed for use in the 
building. 


This may be done by the emergency switch, or, if pre- 
ferred, a second switch may be used which will cut off all 
current from the building, but which need not cut off the 
trolley wire outside, as would be the case with the emergency 
switch. . 


d. All lamps and stationary motors must be installed in 
such a way that one main switch will control the whole of 
each installation, lighting and power, independently of the 
main cut-out switch called for in Rule “c.” 
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e. Where current for lighting and stationary motors is 
taken from a grounded trolley circuit, the following special 
rules must apply:— 


1. Cut-outs must be placed between the non-grounded 
side and the lights or motors which they are to protect. No 
set or group of incandescent lamps requiring over 2,000 watts 
must be dependent upon one cut-out. 


2. Switches must be placed between the non-grounded 
side and the lights or motors which they are to protect. 


3. All rails must be bonded at each joint by a con- 
ductor having a current-carrying capacity at least equivalent 
to that of a No. o, B. and S. gauge annealed copper wire, and 
all rails must be connected to the outside ground return cir- 
cuit by a copper wire of not less than No. o, B. and S. gauge, 
or by equivalent bonding through the track. All lighting, 
and stationary motor circuits, must be thoroughly and per- 
manently connected to the rails, or to the wire leading to 
the outside ground return circuits. 


f. All pendant cords and portable conductors will be con- 
sidered as subject to hard usage. 

g. Except as provided in Rule “e,” all wiring and ap- 
paratus must be installed in accordance with the rules in 
Section “ B.” 


h. Must not have any.system of feeder distribution cen- 
tring in the building. 


i. Cars must not be left with the trolley in electrical con- 
nection with the trolley wire. 


SECTION D 


TESTING 


Wiring in any building must test free from grounds, i.e., 
the complete installation must have an insulation resistance 
between conductors and between all conductors and the 
ground (not including attachments, socket receptacles, etc.), 
not less than that given in the following table:— 


Up to 5 amperes ............ 4,000,000 ohms 
S IO amperes . .......... 2,000,000 “ 
$ 2§caMperes) coniiciiaiads. 800,000 “ 
rs 50 amperes............. 400,000 “ 
i Too -amperes:. 22). O00. 200,000 “ 
. 200 amperes... .......3. 100,000“ 
x 400 amperes............. 50,000 “ 
s Soo’ amperes’! 2 95> OPA 25,000. “ 
“A MOCO GRIFCLeS ree cr tent « ¥2,500°" ** 


_ The test must be made with all cut-outs and safety devices 
in place. If the lamp sockets, receptacles, fixtures, etc., 
are also connected, only one-half of the resistances specified 
in the table will be required. 


While it is possible, under favorable conditions, to obtain 
the foregoing insulation resistances, it has been found. that 
it is in many cases difficult to do so, particularly in a new 
building in which there is a certain amount of moisture 
present. Where favorable conditions do not obtain, and 
where it is otherwise clearly evident that the work is satis- 
factory, rigid compliance with the rule will not be asked for, 
and the Commission may modify the requirements of the rule 
to an extent commensurate with the conditions. 
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SECTION E 
GROUNDING 


GROUNDING OF LOW-POTENTIAL CIRCUITS 

The grounding of low-potential circuits under the follow- 
ing regulations 1s only allowed when such circuits are so 
arranged that, under normal conditions of service, there will 
be no passage of current along the ground wire. 


1. Direct-Current 3-Wire Systems 


a. The neutral wire must be grounded, and the following 
rules must be complied with:— 


1. The ground connection must include all available 
water and gas pipe systems, and must be made at the central 
station. : 

2. In underground systems the neutral wire must also 
be grounded at each distributing box, through the box. 

3. In overhead systems the neutral wire must be 
grounded at least every 500 feet in the manner set forth in 
Rules “c” to “g” below. 

4. The ground wire in direct-current three-wire systems 
must not, at central stations, be smaller than the neutral wire 
and not smaller than No. 6 B. and S. gauge elsewhere. 


2. Alternating Current Secondary Systems 


b. Transformer secondaries of distributing systems (ex- 
cept where supplied from private industrial power or light- 
ing plants where the primary voltage does not exceed 650 
volts)* must be grounded provided the maximum difference 
of potential between the grounded point and any other point 
in the circuit does not exceed 150 volts, and may be grounded 
when the maximum difference of potential between the 
grounded point and any other point in the circuit exceeds 
150 volts. In either case the following rules must be com- 
plied with:— | 


— 


*The interpretation of this clause as to the meaning of 
private industrial or lighting plant to be decided by the 
Commission in all cases. 
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_ 1. The ground connection must be made at the neutral 
point or wire, whenever the neutral point or wire is accessible. 


2. When no neutral point or wire is accessible, one side 
of the secondary circuit must be grounded. 


3. Ground connections must be at the transformers and 
may also be made at individual services, if desired; when 
transformers feed systems having a neutral wire, the neutral 
wire must also be grounded at least every 500 feet. 


c. When the ground connection is inside of any building 
or the ground wire is inside of, or attached to, any building 
(except central or sub-stations) the ground wire must be 
of copper and have an approved rubber insulating covering 
as required for potentials from Io to 650 volts. 


d. The ground wire must never be less than No. 6 B. and 
S. gauge, and on any three-phase system, must have a carry- 
ing capacity equal to that of any one of the three mains. 


In connecting a ground wire to a piping system, the wire 
should be sweated into a lug attached to an approved clamp, 
the latter being firmly bolted to the pipe after all rust and 
scale have been removed; or the wire may be soldered into 
a brass plug and the plug forcibly screwed into a pipe fitting, 
or where the pipes are cast iron, into a hole tapped into 
the pipe itself. For large stations, where connecting to 
underground pipes having bell and spigot joints, it is well 
to connect to several lengths, as the pipe joints may be of 
rather high resistance. 

Where ground plates are used, a No. 16 Stubb’s gauge 
(No. 14 B. and S. gauge) copper plate, about 3 feet by 6 
feet in size, with about 2 feet of crushed coke or charcoal 
about pea size, both under and over it, would make a ground 
of sufficient capacity for a moderate sized station, and would 
probably answer for the ordinary sub-station or bank of 
transformers. For a large central station, a plate with con- 
siderably more area might be necessary, depending upon the 
other underground connections available. The ground wire 
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should be rivetted to the plate in a number of places, and 
soldered for its whole length. Perhaps, even better than a 
copper plate, is a cast-iron plate with projecting forks, the 
idea of the fork being to distribute the connection to the 
ground over a fairly broad area, and to give a large surface 
contact. The ground wire can probably best be connected 
to such a-cast iron plate by soldering it into brass plugs 
screwed into holes tapped in the plate. In all cases the 
joints between the plates and the ground wire should be 
thoroughly protected against corrosion by painting with 
waterproof paint or some equivalent. 


e. The ground wire should, except for central stations. 
and transformer sub-stations, be kept outside of the buildings 
as far as practicable, but may be directly attached to a build- 
ing or pole by cleats or straps, or supported on porcelain 
knobs. Staples must never be used. The wire must be car- 
ried in as nearly a straight line as possible, avoiding kinks, 
coils and sharp bends, and must be protected where exposed 
to mechanical injury. 


This protection must be secured by the use of approved 
conduit or its equivalent. The ground wire on the outside 
of a building, must be in conduit at all places where it is © 
within seven feet from the ground, unless suitably protected 
in some equivalent manner. 


f. The ground connections for central stations, trans- 
former sub-stations and banks of transformers, must be per- 
manent and effective and must include all available under- 
ground piping systems, including the lead sheath of under- 
ground cables. 


g. For individual transformers and building services the 
ground connection may be made as in Rule “e,” or may be 
made to water-piping systems running into buildings. This 
connection may be made by carrying the ground wire into 
the cellar and connecting it to the street side of all meters, 
main cocks, etc. 
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Where it is necessary to run a ground wire through any - 
part of a building, unless run in approved conduit, it must 
be protected by porcelain bushings, through walls or parti- 
tions and generally treated in the same manner as “low 
potential” electric lighting wires. 


h. Where the maximum difference of potential between 
the grounded point and any other point of the circuit exceeds 
150 volts, grounding may be required, but such grounding 
must not be made without special permission. (See exception 
in Rule “b.”) | | 


3. Grounding of Conduit, Etc. 


Ground wires, except for lightning arresters, must be of 
copper, and must have a sectional area in accordance with the 
following table:— 


Size of Ground 
Wire required 


; B. and S. gauge 
For grounding all interior conduits, ser- 
vice pipes, and metal moulding, and 
where the largest wire in circuit is not 


larger than No. o, B. and S. gauge .... No. 10 
Where the largest wire is greater than 
Pai Ctee EES ATIC se AUS Bx cle afer. Tkgancsanptonts No. 4 
For generator and motor frames, trans- 

former cases and switchboard frames. No. 6 
For covers of small apparatus .......... No. 10 


Ground connections for conduit must not be used as a 
ground connection for any electric circuit; the connections 
for the two must be kept entirely separate though the same 
ground may be used. 


SECTION F 


MAINTENANCE AND OPERATION 


a. All electrical installations must be kept in proper work- 
ing condition and repair. 


To ensure safety of operation, it is necessary to maintain 
all parts in good condition, to replace or properly repair 
broken insulators, covers, guards, lost parts, etc., and to 
maintain good contact on all switches, fuses, etc., and gener- 
ally to keep every portion of an installation thoroughly effec- 
tive for the purpose for which it is intended. Special atten- 
tion is here drawn to ground connections. These must, 
wherever employed, be considered as an essential part of an 
installation, and the foregoing remarks, therefore, apply with 
equal force. 


Alterations or extensions to existing installations must 
comply in all details with the rules laid down in the fore- 
going sections. a 


b. Adequate precautions must be taken to prevent any 
apparatus, conductor, etc., from being accidentally or inad- 
vertently electrically charged when any person is working 
thereon. 


The precautions adopted must be adequate, i.e., in some 
cases it will be sufficient to take out the switch and hang a 
notice on it to warn others not to touch it; in other instances 
it will be necessary to either station a man near the switch 
to see that no one touches it, to put a lock on the switch, 
or to take other equally effective measures. 


c. Repairs or alterations must not be carried out on any 
live circuits unless the conditions do not permit an interrup- 
tion of the circuit. 
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In some instances, for example where apparatus on a dis- 
tribution board) needs attention, it may be impracticable to 
make the whole board dead, or it may be necessary to work 
upon an oil switch, the terminals on the generator side of 
which cannot be conveniently made dead; exceptions may be 
made in these and similar instances. In premises containing 
explosive materials, repairs or alterations must never be car- 
ried out on any live circuit. 


d. Where necessary, insulating stands, mats, tongs, span- 
ners, boots, gloves, etc., must be provided and must be main- 
tained in good condition. _ 

Local conditions will, to some extent, decide under what 
circumstances such appliances are necessary, e.g., with installa- 
tions supplied at pressures up to 300 volts, the danger from 
shock is small, but at higher potentials and especially where 
there is danger of shock by standing upon a damp floor, or 
touching other conducting material, rubber mats, rubber 
gloves and other appliances will be essential. 


e. Inflammable material must be kept at a distance of at 
least one foot from any apparatus or fittings, except in cases 
where these are provided with covers or other effective pro- 
tection. 

For example, silks, lace curtains, etc., must not be placed 
near to incandescent lights; and oil, gasoline, excelsior and 
shavings, etc., must not be placed near any motor, lamps or 
apparatus in which heat is generated or in which sparking is 
liable to occur. 


f. Passageways around switchboards, motors, or apparatus 
must be kept clear of any obstruction. 

The passageways around switchboards, etc., not normally 
being used for other purposes, are frequently looked upon 
as convenient places in which to store waste, cans of oil, 
packing cases, etc. This is a dangerous practice, not only 
from the point of view of fire, but also because such articles 
seriously interfere with the operation of, or any repairs or 
alterations to, the switchboard, etc. 
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———— 


g. All those parts of premises containing electrical ap- 
paratus requiring attention while in operation, must be 
adequately lighted. 

Efficient lighting is essential, if electrical apparatus has 
to be attended to while it is alive. 

The switches for the lights called for in this rule must 
be outside the danger zone, e.g., lights may be needed in the 
pit of-a large motor, but the switches must be situated at 
some point outside the pit. 


h. A competent man must be kept on duty where genera- 
tors are operating. 


i, Where potentials exceeding 650 volts are employed, a 
notice of a permanent character must be placed where it will 
be observed by those concerned, forbidding anyone to work 
on any apparatus or conductors without either having them 
made dead, or, if this be not possible, without using rubber 
gloves, insulated spanners, rubber mats, etc., and taking all 
such precautions as may, under the circumstances, be neces- 
sary to prevent danger. 


The use of rickety boxes, stools, unserviceable ladders, 
etc., must be strictly forbidden. 


The appliances referred to by the rule must be kept always 
in the same place, which must be convenient and central, so 
that those concerned will know where to find them. 


j. In all premises in which electrical energy of a higher 
potential than 300 volts is used, instructions as to treatment 
of persons suffering from electric shocks must be fixed in 
plain view in some prominent situation. 

Instructions for Resuscitation will be found at the end of 
this book. : 
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DEFINITIONS 


In these Regulations, the following terms shall be inter- 
preted in the sense herein defined. Other words or terms 
used, which are not specifically defined shall be interpreted 
in their usually accepted sense. 


“Accessible” means not only that any equipment, appar- 
atus, etc., to which the term is applied, shall be within easy 
reach, but that it must also be safe for anyone to get at. 

For example, a switch may be placed in a position within 
reach, but in order ta operate it, one may have to stoop under 
a running belt, or reach over a machine, etc.—such a position 
will not be considered as “accessible” or “easy of access.” 


“Inaccessible” or “remote from access” means that any 
equipment or apparatus, etc., to which the term is applied, 
shall be so placed that unauthorized persons cannot, except 
deliberately, touch or tamper with it. 


“ Concealed,” in reference to wiring, means wiring on in- 
sulators or knobs and tubes installed in partition walls or 
between floors and ceilings, etc., in such a manner that it 
cannot be inspected after it is covered in. The word is not 
intended to refer to mere concealment from view by means 
which wouid allow of inspection being made when required. 


“Insulator” or “Insulation,’’ means such insulator or in- 
sulation as may be adequate to effectually obtain the desired 
end in any particular case. 


“Combustible”? means that the materials to which the 
term is applied will ignite, and burn or smoulder. 


“ Fire-proof ” means incapable of being ignited, or even 


of smouldering. 
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“Inflammable material” means any material which will 
readily burst into flame, e.g., wood shavings, oilsy light 
draperies, celluloid, etc. 


“ Damp places ” are any premises, room or portion thereof, 
in which the presence of moisture, either permanently or 
intermittently, is such as would injuriously affect the insula- 
tion of an installation suitable for ordinary conditions, and 
would greatly increase the risk of shock and fire, owing to the 
reduced insulation resistance to ground and between con- 
ductors. 


“Premises containing corrosive liquids or vapors ” means 
any premises, room or portion thereof, in which an installa- 
tion would be subjected to injurious chemical action due to 
the presence of such liquids or vapors. 


“Premises containing explosive materials” means any 
premises, room or portion thereof, in which explosive 
materials, in solid, liquid, pulverized or gaseous form are ex- 
posed in such a way as to constitute risk of fire or explosion. 


The term “ Theatre” shall mean a building, or that part 
of a building, regularly or frequently used for dramatic, 
operatic, moving picture or other performances or shows, 
or which has a stage for such performances used with scenery 
or other stage appliances. 


“Supply Authority.”—By this term is meant any person, 
company or corporation, municipal or otherwise, supplying 
electrical energy for other than his or their own use. 


“ Switchboards.”—By this term is meant a collection of 
switches and other controlling, regulating and indicating 
devices, assembled together on one or more panels, all 
mounted on a suitable frame, and used for the control and 
regulation of the main sources of electrical supply. They 
are to be distinguished from “ panels ” on which are grouped 
fuses and switches used for the control of branch circuits 
throughout a building, and which are placed at the various 


SECTION G—DEFINITIONS 129 


branch distribution centres, or used for the control of indi- 
vidual apparatus such as motors, vapor lamps, rectifiers, etc. 


“Maker’s name” means, either the name of the actual 
manufacturer, or that of a responsible jobber or other dis- 
tributor who has duly notified the Commission, in writing, 
of his intention of selling certain specified articles under his 
own name. 


“ Permission ” or “ Special permission ” means the express 
permission, in writing, of the Commission, to do, or to refrain 
from doing, something which is contrary to the rule in con- 
nection with which the term is used. 


By the word “ Commission ” is meant the Hydro-Electric 
Power Commission of Ontario. 
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INSTRUCTIONS ON RESUSCITATION 
FROM ELECTRIC SHOCK* 


TREATMENT FOR ELECTRIC SHOCK 


An accidental electric shock usually does not kill at once, 
but may only stun the victim and for a while stop his breath- 
ing, 


The shock is not likely to be immediately fatal, because :— 


a. The conductors may make only a brief and imperfect 
contact with the body. 


b. The skin, unless it is wet, offers high resistance to the 
current. 


Hope of restoring the victim lies in prompt and continued 
use of artificial respiration.. The reasons for this statement 
are :— 


a. The body continuously depends on an exchange of air, 
as shown by the fact that we must breathe in and out about 
fifteen times a minute. - 


b. If the body be not thus repeatedly supplied with air, 
suffocation occurs. 


c. Persons whose breathing has been stopped by electric 
shock have been reported restored after artificial respiration 
has been continued for approximately two hours. 


The Schafer, or “ prone pressure,” method of artificial res- 
piration, slightly modified, is illustrated and described in the 
following resuscitation rules, The advantages of this method 
are.— 


a. Easy performance; little muscular exertion is required. 


b. Larger ventilation of the lungs than by the supine 
method. 
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c. Simplicity; the operator makes no complex motions, 
and readily learns the method on first trial. 


d. No trouble from the tongue falling back into the air 
passage. 


e. No risk of injury to liver or ribs, if the pial) be exe- 
cuted with proper care. 


Aid can be rendered best by one who has studied the rules 
and has learned them by practice on a volunteer subject. 
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INSTRUCTIONS FOR RESUSCITATION 


FOLLOW THESE INSTRUCTIONS EVEN IF THE VICTIM 
APPEAR DEAD 


I. Break the Circuit Immediately 


1. With a single, quick motion, separate the victim from 
the live conductor. In doing so, avoid receiving a shock your- 
self. Many have, by their carelessness, received injury in 
trying to disconnect victims of shock from live conductors. 


OBSERVE THE FOLLOWING PRECAUTIONS 


a. Use a dry coat, a dry rope, a dry stick or board, or any 
other dry noz-conductor to move either the victim or the 
wire, so as to break the electrical contact. Beware of using 
metal or any moist material. The victim’s loose clothing, if 
dry, may be used to pull him away; do not touch the soles 
or heels of his shoes while he remains in contact—the nails 
are dangerous. 

b. If the body must be touched by your hands, be sure 
to cover them with rubber gloves, mackintosh, rubber sheet- 
ing or dry cloth; or stand on a dry board or some other dry, 
insulating surface. If possible, use only one hand. 

If the victim is conducting the current to the ground, 
and is convulsively clutching the live conductor, it may be 
easier to shut off the current by lifting him than by leaving 
him on the ground and trying to break his grasp. 

2. Open the nearest switch, if that be the quickest way to 
break the circuit. 

3. If necessary to cut a live wire, use an ax or a hatchet 
with a dry, wooden handle, or properly insulated pliers. 


II. Send for the Nearest Doctor 


This should be done without a moment’s delay, as soon as 
the accident occurs, and while the victim is being removed 
from the conductor. 
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Fig. 1—Inspiration{::Pressure Off 


Fig. 2—Expiration: Pressure On 
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III. Attend Instantly to Victim’s Breathing 


1. AS soon as the victim is clear of the live conductor, 
quickly feel with your finger in his mouth and throat and 
remove any foreign body (tobacco, false teeth, etc.). Then 
begin artificial respiration at once. . Do not stop to loosen the 
patient’s clothing; every moment of delay is serious. 


2. Lay the subject on his belly, with arms extended as 
straight forward as possible, and with face to one side, so 
that the nose and mouth are free for breathing. (See Fig. 1.) 
Let an assistant draw forward the subject’s tongue. If pos- 
sible, avoid so laying the patient that any burned places are 
pressed upon. Do not permit bystanders to crowd about 
and shut off fresh air. 


3. Kneel straddling the subject’s thighs and facing his 
head; rest the palms of your hands on the loins (on the 
muscles of the small of the back), with the thumbs nearly 
touching each other, and with the fingers spread over the 
lowest ribs. (See Fig. 1.) 3 

4. With arms held straight, swing forward slowly, so that 
the weight of your body is gradually brought to bear upon 
the subject. (See Fig. 2.) This operation, which should 
take from two to three seconds, must not be violent—internal 
organs may be injured. The lower part of the chest and also 
the abdomen are thus compressed, and air is forced out of 
the lungs. 


5. Now, immediately swing backward so as to remove the. 
pressure, but leave your hands in place, thus returning to 
the position shown in Fig. 1. Through their elasticity, the 
chest walls expand and the lungs are thus supplied with fresh 
air. 


6. After two seconds, swing forward again. Thus repeat 
deliberately, twelve to fifteen times a minute, the double 
movement of compression and release—a complete respira- 
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tion in four or five seconds. If a watch or clock is not visible, 
follow the natural rate of your own deep breathing—swing- 
ing forward with each expiration, and backward with each 
inspiration. While this is being done, an assistant should 
loosen any tight clothing about the subject’s neck, chest or 
waist. 


7. Continue artificial respiration (if necessary, two hours, 
or longer), without interruption, until natural breathing is 
restored, or until a physician arrives. Even after natural 
breathing begins, carefully watch that it continues. If it 
stops, start artificial respiration again. 


During the period of operation, keep the subject warm 
by applying a proper covering and by laying beside his body 
bottles or rubber bags filled with warm (not hot) water. 
The attention to keeping the subject warm should be given 
by an assistant or assistants. 


8. Do not give any liquids whatever by mouth until the sub- 
ject is fully conscious. 
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FIRST CARE OF BURNS 


When natural respiration has been restored, burns, if 
serious, should be attended to until a doctor comes. 

A raw or blistered surface should be protected from the 
air. If clothing sticks, do not peel it off—cut around it. The 
adherent cloth, or a dressing of cotton or other soft material 
applied to the burned surface, should be saturated with picric 
acid (0.5 per cent.). If this is not at hand, use a solution of 
baking soda (one teaspoonful to a pint of water), or the 
wound may be coated with a paste of flour and water; or it 
may be protected with a heavy oil, such as machine oil, trans- 
former oil, vaseline, linseed, carron, or olive oil. Cover the 
dressing with cotton, gauze, lint, clean waste, clean handker- 
chiefs, or other soft cloth, held lightly in place by a bandage. 

The same covering should be lightly bandaged over a dry, 
charred burn, but without wetting the burned region or ap- 
plying oil to it. Do not open blisters. 
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USEFUL DATA 


a. To ascertain the full load amperes per terminal of 
alternating-current and direct-current motors. 


1. Single phase. Full load amperes per terminal 


_ Rated h.p. of motor x 746 x 100 x 100. 2 
~ Voltage x Power Factor per cent. x Efficiency per cent. 


2. For two-phase motors work out the same calculation 
and divide by two. 


3. For three-phase motors work out the same calculation 
and divide by 1.732. 


Example:—A 3-phase 25-cycle 550-volt motor of 25 h.p. 
rating has at full load a power factor of 90% and an efficiency 
of 88%; then— 


25 x 746 x 100 x__100 
550 x 90 x 88 x 1.732 


=practically 25 amperes per terminal at full load. 


If the power factor and efficiency be stated in the form 
“09.9 x 0.88” then leave out the 100 x 100 from the numerator 
of the calculation, this in the example given will then 
become :— 


25 x 746 
550: & 0.9 x 0.88 xek 732 


For direct-current motors the full load amperes= 


Rated h.p. of motor 746 x 100 

Voltage x Efficiency per cent. 

b. The size of wire for motors must be chosen with 
reference to local conditions. In the first place “ Rule b,” 
“Motors,” page 14, must be observed, and in any long runs 
regard must be had to the voltage drop, which should not 
exceed 5%. 
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TABLE B 
STANDARD STRANDING TABLE* 
BA ae * of Bare Cable mae tN atincwine 
— 

Ree ts ye. Mes oe Reaagie 

ob GON Ee aoe Vig | eae 

ee ie im eae | ne Steer 

1a aR i { ; Sone 

8 147 | os 17 Blas 

6 .180 ee 15 Blas 

5 . 209 | ee Blas 

4 234 | : 13 Blas 

3 263 | 1 3 2 Bas 

2 295 | ; 11 Blas 

Le BIR ooh 885 44 HW BL&s 

0 378 ne 13 BL aS 

00 425 | see 12 BLS 

000 AT5 | ee a B. a 
0000 524 | ae en 
‘Soo | se | fk] OBB. 8S. 


“Canadian General Electric Co., Ltd. 
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- STANDARD STRANDING TABLE—Continued. 


: ae ’ 
er ; Tives| 
sat eiaieoti of Bare Cable NE RN ee tease te Dice 
300000 637 37 1B. &S§ 
350000 .680 33 10 BL & 8 
400000 735 — ‘OBL &8 
500000 820 ae  SB&S 
600000 900 a 0B. & 8 
700000 965 \ Be ‘OBL &8 
750000 1.020 129 0 BL &S 
800000 1.087 sé 9B aS 
900000 1.096 iS 0B aS 
1000000 1.157 61 $B. &S 
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COMET ee ENC ie seta Noy on. oe ete a ohne io tate ane eau Ys uec) ebaneey 8. 116 
PICA OCSmecIhO peer CUINO “CIT CUES cat acts suse cts acre ices. e844 pee Cehpes aa 5 
Lee Cae lt n tation e CLRCMT LOS. cl. ee eiere jane ahs woos epenscee Ae 112 
FeO eM eee TE SICE Tuchman eater ats ens e ea cera tal a atjane’ o' opiitioc it cane, areas 116 
NEA MOLOh RCE CUITS TAMU GE VICES. oth ota ace we Ware + aie mee 114 
54M yO) (Ee) 46 EB OG Sau haat (SACS ae cae cE Aa as Recr bot SR ARE EON PORCR ae ERR Ee 112 
Protection of (QB EY A XOX Lae eh eich reek ere eri cE een eae iri ATER gs SP 107 
WAGE Se Ga Dl OS ames Oil Cusk iris esis MUAY GS. PARTON ATS Seales soe Ghisl eite Sa eowes 108 
Carrying capacity ‘of Wale Salt Al) VO Oie sist ceeleuememe sr tesdtaehe, «a euaceusahe 43 
CaN ROU WN Pats TRE eS SI see nace ht I he Sate OS OR 27, 28 
Concealed knob and “tibet work (0c. aes tpee o ousut ss ek ae as 66 
Pr Duce mane Ol Slew Well Sue ts tes rie se tte ts cca sens. + epsne bore ne suse ge 64 
AO OVUGIUTI EATEN LeU mn ecmntee eee ter teat ccc oletereelcctct el cusue ele ce tptaieuansieeheach sere, o8 70 
(GRO DUTIGHO LRT s so KONE Eupupptee cul aloha ote ls ee acased alesse SRST NR SR a a 72 
DES MUL MOM OMe eee reals snads eee skeet sins) Sosuare etal" ar oh» TO enh aa lvoe C4 
GSOimoterser | Kuler Vale ee wecetec ets ce ot ester she’ © ocr e ls eee 6 meee suse se 141 
POMMECTIOTM See STO UIE sie strre tatee Cittoneeaens cies ar es woe shahiees P20 eile ice, l28 
Conmsnaniter CuEret © SVSPOTES. 2.1.0 i cesteesrs, epsie a tx vos a shac die wscous eacels) ae 100 
COOKS MR aS OS a igh ween Galt ry, eit onein wer pasaiule fs 3 Byaeeicse sence Jon ell iat 
Covers, waterproof: 
For Seer ats tah gt al ARN NL es le i dag gM a ohana oth 1 
Cut-outs: 
IPSN AOTI MO be npaatrcr esc Uni ec. at ecole a cneiameter alat sciellahe 23, 25, 26, 27, 28 
MUSH mrotect tall@wiressofitwercireult i. oso sn sel sees agape las 28 
NVETROLGF FECUITOCH areuttekt soil «ole ite ie Wie eaa ieee cs ike tote te MpGra ole «ve 26 
OANA OME VOCS Ln Narcotics sorter oe ene abince sire rerio, sth epa el sree Gf gees oh aa 78 
Decorative Lighting “Systems (see Temporary Work). 
TOS TRA OUORON SP CAN Sy mae aise a ick ch) OUR OR SMELLS TEES” CROLE A AMCUP CRC NE IRIE FFE, cae Ce 127% 
DiStancem.) Cuweenie COMAUCTOMS! Te ood cin clero kel eetecenoe foe se sh cine 48 
Dripeoous at entrances to bmildin esis ce. ce ert tensa es pyene, 53 
Dynamo and motor frames: 
Rr ORT ean Otans Coston ete lor ects anetishig nt on sob tes cots Ee ete ee ete eee te 1 
MEST CON Olen lye chaneielicmeremeyere es eiane Te ent ete re rs Ueisaers' 8 1 
MEN TNE AMO GE LOTT can er teate we cton a wales lider e Aton eu ou eNam sn sieves GorGe leads ge. al eo ke 18 i 
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Page 
Electric, “Cranes — aa eee. cs appa kccgecccs. Si oles. Mieke te oneu Wee SCT ae ete 20 - 
Hlectric: 2Giais) Hie mbm er gate oi. cre ce eee eaohene avs set ete one eRe ener 101 
Hlectric. -Heaters sae ce cts Sete Shope aretha) are at ana ese ah 
Mle ebrie Sissi wivesc tence eu ceacerele Ghocecd gic, ts a erence saieds, char drone te nenienememe 96 
Electric .shock, reatment-fores vac . o> 2 Ses uleieel ule ore eee 130 
Bkevator Shale W iTin ois vss wc eee po cee techie co ons] ohoyalages eet fan, anit hein AT 
Emergency Lights (see Theatre Wiring). 
Bnclosed: GATC BIGAMDS™ < .0c+ ors wi 0) oles mrdiw ts duatene 0% hen Ge U Saar rane 33 
BEnelosures for Motors _.:... . <teilestd bfeks F130 5 loko th dkete dhtetebee Pater 13 
Hxplosiver matenials .. 4... .kumiwdetsmier tie wet Deas May trees 84 
Han VMotorsehune rom -Ceilin gs’ 2 ee oe eae eee EOF - 
iS CaCO LO esO fan OU Ga eracc. catcate, ois epueuerseeneeh mementos 136 
TRISINCO MIWA ES wereress 3-2 Scrone vse c< round o..0 Fo <9 ashe SEF oi eteeiete hobo syen etka onen nena 67 
HSH COP VVIOT Ki occ Cette cc oie ew ela obe te Ae raRemesal wpe ane aici eie aeacne womens 67 
HUERSLULVOS) Sessmee teres Pemouers fester a 8 e o's cre ane ettseL en mC en ee eats 38, 39, 40, 41 
Flexible Cord: 

For Border Cables (see Theatre Wiring). 

MOP MR CMI anit wlATOIDIS. no ssc ieiccs-sus ce cos ean ee hte a eae oe 42 

Hor Portable heéeatine apparatus, scanty cece Eeeetae 42 

FORGE ORCA CSie Rite cers. o os: 5, 5 seus eine Beas We Gatspens Macks HL ee EE Ee 35 

For Theatre stage cable (See Theatre Wiring). 

IS Cite ieaeaeeey ues awe ee whee cuaguakans Wtace here ah cd SP ny Mee tie 42 
Bex TDL RERUNS resis eek eos aise arg chrai il ot ast dell o eeEe nets (ei cee Venent P menE enaeS 67 
EQNS Swit Claes OOS) mic. eh amec5 ort tobee ces Reuse lope ae pibol aeameks (temas 28 
Foreign Currents, Protection against (see Signalling Systems). : 
FGOINVGSS UCU sate cteise sos o'ate oon oinlesve os + oe cot Wahtas iewEs) ae ence eae 82 
MUSes;. ReqnuredsaCapaci ty. Oise ra cam tepsyct ake sos ees mate eer arene 27 
GALALCS Wa tee b retohiiie eccche erecotane cosstieucis se Sa ue. oheasiuel 60 tercne les Moraes Eire 85 
GAS PHILS ASAT Soe. en coe waite a cone seca’ a locomelts Melagenane Wiel ec opate tem awer ments 33 
Generators: 

Bushings tor swead=awires Of, .)\..sasc¢e ida See en eee 2 

Constant potential protection Of tc... ti oe eae Zs 

GrOURGIN SRO Pharm Cr es sors cea caee ts sacels ebsites EP oe ete ee ee 1 

Tnsulake@eplacrorinia LOX ae cos bane eces a teen ete a oe ae bore: 1 

INSUMA TI ONMMOTAA EAI Ss ytecs. vtec tee nue Tsecgs spews eRe cache tae oa Reale 1 

TiO CATION yO Pee ctaeces. cea te Selec Gee ee aime lee OTe eg eee: aaa ek ee te ik 

INI ING | PO TA Weems cte. srcters oe cneee eo elony och Goa ene etocs. Misasite kaa tee- cae eee ee 2 

MOET Nal te DLOCKS Sree ys eakens hose soe are o Sandee hace eaae he elo ar here eee 2 
Ground connections: 

Hor: igh trinemanres tense san caress lene oh ate PR meaeee ETE ERE 10 

FLOr \SOLVICE: TCOMAUIG fe eisicicle Gate. lee ane cn ee kc ce a ae ee 58 

Mor Tow potenitialecireultse ne ccm or aoene cree 120, 127,. 122, 123 
Groundadetectors? where required .2 0. 22) .o ote cake Bei 8 
Ground m plates CONnstructionwor 7) <cn sisi tant A eee ae 122 
Ground Wires: 

Hor cinterionr: “CONGULESS pce ee Re eee 72 

HOLA liSn CHINE ALresters) cronies shen ete, ooo eee ee ee 10 

For metal moulding (see Conduit). 

Growundse  CeSUM eS LOM os wis a, Meme ered chores si hiea ss Re ereee 9) Ad. 
Guard strips, inside work, where required ........... ei 64 
Incandescent Lamps: 

AS PIRGSTI SEANCES so «cee cage 8 OSes ISS chink ue EET a eee er 29 

MDS IS OTE rece aa ara fis te: eee al le ue ern ts moovay enero pare fol owls a Ope aR weee ead marc 100 

Where inflammable: vapors: exist)... «s..5 1. en ieee 84 
Inside Work: 3; 

Allowable carrying capacity of wires, table of ........ 43 

Are! lampsson constant. potential Circuits. ae eee 32 


Armoured cables (see Interior Conduit). 
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Inside Work—Continued. E Page 
Automatie cut-outs (See Cut-outs). 
are WOU sii eye eared 50.4 Bie ey StS RUTH Dies RE 117 
Gar wiring vandnequipment, of -carss ooiistiageul. .iwhek 107 
Constant - current .ssistemsisy. so onerrah. sr) kasi wigan «ko 100 
Decorative lighting (see Temporary Wiring). 
Economy: .cails: «....54 heats ined ge 4. 3¢ -Bottsiiviaad «bao w 29 
TIO CTUuICH OF BITES) Ye, Joos sheds, ona certs PLES ET BF ass4- Mrahetepa cys) wack 20 
Hilpetricee nea rers.perratiye sith eee a REIT aE ein. alert 31 
ARE eel erm we nerd sete en Wememaran.. SME Sae tC SS"! SNe eee ele ve. 4 42 
Hiren pOtLeMCLaly WOT Kismet death coco Ny ess bk ar ha)» odo wb ae Seas 76 
EnterniOre CONGUItSreiceiae GEYER ehh fem saad Fas ears 70 
Incandescent lamps in series circuits ...° ..........222. 100 
Lighting: and power from railway wires .+.........08% és 100 
NOV SOLO INC AE TWO Koc satan amaar oe ek | Sie OOS cae ails sist ecks, 3 63 
IMEC RECURS © VADONS HAIN) D Sig states oie) cyctapoc-svierey oy aptgse “9.04 as STE Dae 34 
AT tel O ULI ID Or sikh sry cy ayes og cp etrenes ca betel'cyostnsy cheveyegse d+. a ROOMS ood 74 
Outline iohtiten at. oseskiag. tor tec Sith eee tae haifa rye noes 96 
Sertesivare . lamp Ss srs, as.) SBS MOLLE sae a whieh .doceadas Rete 100 
SS OCISE ER e se cn seme ire, ares el cs ap eee wo, pepe RHA: te Samet de 24 
Switches, cut-outs, circuit breakers, etc. ....6.......0. 23 
Theatre and moving picture establishment wiring .... 87 
WMACTSTOMNG CON GUCLORSc juacc-cw coeraee. 5 ota die a caligneleo sw © ee mae aa Oe 
VVC Siracc: Nea stoaics octets o-oo. eter aE wae “eparlins 46, 66, 67, 73 
EPS TE PAG Os ea ONITE Se ere Seong tk ee ee rane cay ayia; 0, «, a, oye aysics © Seal SE Sid = a) IPE 39 
Insulation of fixture canopies, when required ............. 40 
WS iia Fromme RCSISTANG 6 din aces cles eee ele Se Cae w phe es ee 119 
Ofercompleted: SVS CIN: acs, vey coe coe: i, soe or ws aces eicl Pokey + aye 119 
POSED es Olea se gt tee cc cca) sc. suc pea RA AES regu tore es ous kesh ot « wy mgr se ais 119 
HIStLUCEONS for TESUSCITALION Join pccjerere, oo Pe baal oh Hel. scare har bes 304 
Tsulator  Spac#hhesrrinside? work) hoo 3 sag sete. of 4g tear Fyoyw-dh a ree 48 
PO PCTIOM Ee 'CONMUICS ip ieastec sees, +. 6. 5.0: speyeks a dpead bee lee seers B+ sry) 9 oe heme 70 
GrOUNG-WiIGCS! “LOR aw bled nites Tech mesmeewere ee oe & Fe lente eco peptone 123 
PANS PO yneO beak me kece oe o bc ereie. 5.024, ese. 4.10, oto eto at NG AiO t Uh gx flee, Bylot #04 
Iron pipe to protect wires on side walls ..............408- 64 
Joints: 
NET pee COPTNCHLNC CON hin Sirseve? Sir at aree ae okey oF oct oe eens ih ak olay aeacianiay at on ecsee 46 
TES ULATED ed eee aca ei anes 1 tN oe asccn cen dried an 'ape ahs aed} ay succllel ot Sh oROE Grres seee dl 5 39 
Kirob and tiibe -wo0rleee ite S41 Sao, GEIARI BY RABE. TO, BM 66 
Knots in flexible cord required in sockets and rosettes .... 42 
Lamps: 
PU OME Oey eer fe eee ee Mee ACA ya ee ci c Cite eae 32 
Gas ‘filled Sti fe bie AU Soe yeaa tiie ah abn aie Oa Nga Me Dh Be 
Lighting: 
TEBE GS BY aa Ces Sg Sa I Sah Nees os BR SAR RE ac le 101 
ILM Cae ae ates Re en Cpt tans eae GO ein ee Oe chy ate 96 
Lighting and power LEVON LADIWAY “WITS o.crs. sn cele Se eibtec a 2 100 
Lighting systems, decorative (see Temporary Work). : 
Lightning arresters: 
RCCOULT CAT See Le cinerea eee See seek kre eee BSE es tk 6 aha 10 
PASCAL ALTON f-OL ocean censors a Seep eR, see ote co eel st Sic EE TR 10 
Low potential circuits, grounding of ....... Fete baa ucienarat Sp 120 
Lugs for terminal connections, when required ............. 46 
MeCrGUt Vase VAD OR « TLAMIDS ius «oe o.5 he Sibel ooo bE LIT IEE 34 
Metal iti Ol Gin es i cvcse vais boats tin olmum- oes EIT ONS RECESS 08 CERT YO 74 
GPROUndINetLO EG. Ebi. Bese~ see Ghee ii ns PSE ROE. Tout. 336 a5 
Installation. ofesiiatie er. Osa SOE Piet IGE eRISS «eRe 74-75 


ELUM IS Me ITO LOS UINO Suse gis oo -2 2 eed ae a adi Sec a iim cole BS wn) SREERIOADUE ie EES £3 
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Moulding: 


Metal, <2ROuUMditier VOkv c3.4.tika ss tenets ke sons to tomatoe paves oe IAS OE'S 
Metal» installation -“offe). $3. {tk GR ae B.A. 
Not permitted in damp or wet places .:...... Gere 
Wires “in ~ eGR GREE s SA RAYS. 6? BRIER, BV RAOS 
Wood, installation.of not permitted ...:). Stine. vine XG 
Movin *PiGtUre CO UIDMIEN te oy occcedidnes tenn becerovent seetkoee OA ous i194 
Multiple series systems .......... LyoWduardeculy RE ore ete 


Netting required on ‘are lamps, ‘Wire «.-.-..... VOR . OLS, 
Number of services permitted in any building ........ 


ODEs “WALI ee tenes ence crasencr crores oVeteseXane o RLUSMMTES ROMINA RRC aS 
@itlete= POKES. we seer woke eo casp net et ote se ener satetenetatatstety, sp pUleR Recta ie. dae 
Recommended for “ knob. and: tube’? -wornKiimaw. octils 
Required for: flush= switches: :.:.-.-.-.<.1. . eerie. SP oan 
Outlets BORESy OF ARLALTSS: “esse cx cneceleteretaseretetotetetoneten ster che Mion MeeeteMe 
To: be: used: with interior*cond uits '%... 6570S io. 2a sek 


Power from. railway: wires, lighting -and. «.<...%6< ss 
Portable Jamps ....«..... eee a gee le re elena ee ate etl i. aie ls 


RAN LES, “COOKING Her erereietsreccretere ie eee teres ME RE, DO PST ENS 


Resistance boxes (see Rheostats). 


Resistance, insulation’ *.).6.2.: ae eh Bs CA, Rees, ERE, 
Resistance used with constant potential arc lamps ....... 
Resuscitation, Instructions LO +.-cser ceases teh ccolets «Ge Bee en ed ol ote 
Rheostats, resistance boxes and equalizers ....../......% 
Rigid “Metal COMGUII: eter etree ata eeret este tele“etoleneteue Poa ta tees 
Running «boardse tec... Fee. GRE A eT ee Oe. eas 

Constrire tone Of a .sis0e.s eke texeite eo oe eA er Pe yoann Ree Ole 

Where required ..... ihe. So See PENG NR ge ARES. Bae 5 ci 


Sockets and receptacles in damp or dangerous places 


Screws or nails to fasten cleats and knobsisaer. cbs. fe 
Series, Are: lamps Lan. stauane « bk .peaclasroaztit fyetes el bweePe off 
Services and service meters eT Ee SO Ea oes aes 
Servasl@osnw IOs err wien catertose woe teece ate Mc een cs pu username Le 
Services, number permitted in one building ............ 
6 Jia oY a Wav 1.8 etch hee ARN ech rk ory ch GEN pC ae PERN Tali ed ethan ERR eS 
WILEY SROUNK “ABO eee ote sw came Mee hee ees 
Service-, sealed by supply SUUEEVOr Tt yn teas eas ok eee 
Signalling SY STS SHR ee eee ornate emene Mee, ae 
Siens; electric, construction) of . -..5... tenon es ets Berar: re 
SHAMAN ECDC . Rigs auth ts, eur csustel eaeucoks i aire paths t Otcecn eG 


Sockets: j DA ; 


TIVSEOUUACLONG OL i056 Blew a scope ishe ete Sule aice ete ae Ng rte: AR. ce 

Use of in- hazardous: places |... i28e6 06 6 fe ee eres 
Soldering ends of stranded pan Se aA ears Ss alee peat tart 
SHARK PaArEGSLersawienie. ciiesisus ohms crete see Sey wey eer Ae 
SpnlicesPandejOimtsr ims WAiTkES cc ges ciccc ec ote cet ere meee fever tac Beh 
Standardgetranamtapie 6 6). ewes be aeme ‘apheie Gi ae eee 
Storacwe. DaAtherics) Giteiias Aaa elerblajastoses oe SAR eed Rhee een 
Strandine=tableeStandard: cai tin decies «.0.5o5io oc o EEE 


Strinvs for protecting inside wires (see Guard Sinina): 


Sub-bases, installation of, with snap switches ...... stints 
Switch boxes Oe ee Has Bc Ere Cee Li eericenfatiok ; 
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‘ Page 
Switches: 
Maroreency, Lor Gar “hOuses 1.53 58t5433%3 bbe Late SOS, i BY 
Sasa mete APSR SERS OE ret et ss a, OTE AT. 28 
In damp DIACES? GES SHAS ta eet eer eo Be eee ee 80 
Indicating, when required ......... Sat adidked ataae andl hs Aion a 
Installation? -of >. vt<cio 5. Saree. Mee ee nae eee eee, ak on 
Multipie-pole, When? required? estes Ste ete Ge, Ts site PADpe yr ton Sod 
Must distonnéct all ‘wires ‘on ‘circuits 2S, fee 28 
BCR NMEC Gre eaters ot Soe eee eR ey ey ee, eS OLS 51 
Single-pole, when ‘not MDELIMN Teas. Satie ee iene "97, 28,-0 1 
Single-throw, requirements regarding mounting ie inde 24 
Snap, sub- bases, imstalled wi thar eects Se Cee 65 
Snap, when preferred naps Pricey Aciccaec cae kch cee ap are i iat oe ae ere ok oboe ea 25 
EADS eee Ee oe ee ee ee A eo, UE STO DSI 28 
BAO feo Lice Cu CROD: sicuse tere e ooo eke ils tok SEY nO RP HO ONES 138 
melegraph, telephone and ‘stenal circuits ere y oe oe 101 
BEET Ove WV Ose een Mere ister ye ee Get cerns Nowak ae gee. oe Ae RN? Rh ES SO 99 
BSS Ltd yee Vee Vea TTC eee pepe eeneienc ea teen sam Seercoes co so a etre uete es See ees 9, 119 
Testing of insulation resistances of completed systems.... 119 
Theatre and moving picture establishment wiring ........ 87 
PICA OISIAA are tee aretoats ars cp eccee eee eck ove Terk ti Sree ar hece ate eee ie 94 
PO LGCTu CALE arc arora Serene ceca ice: Malate Node elas Gus bles or 89 
Border and proscenium lights Ed gee eRe Re Loa ca Se eo 89 
LBEETARB AEST Ai, Siok eee tet As ot cre Sir aan claro aN eat i aS Co ea 92 
CWOMELOlerOrE Sta or TMCS iapercurs o chueicant otse Sie ois saves Pols wielels 90 
GOUiah alae VOO eaters iP aire otiat ep Hae atic ecto eneN SF t's Yoies ia) 6) lesa! Go Soles os a 90 
Dressing rooms ..... MARRACSIO ON UO het Sp eae a 90 
TEM GvoN Gl UES ENE) A! SG aye ANA OID SUCRE SCON OIE: RIC IC a ee TS go a 88 
DL PMCS eiTIMES CONNECT Ve aru aides 6 me wie eats ae 408 Spe ABE 5 93 
WICC sl CULIBESO GM UDINTONIth .ccete sectors seis wligm eras shane o gree «stein 94 
PAI OMS eeCONMCE LOLS! he. te acai suemern wun yas Ses kds oo ea Teens tw 16 aio 93 
Orta ler. CONGUCTORS se. «oc ates coronas Raia cape aaracare aati. ohms 93 
Rortable -eculo ment. 2 cece bie aches wre SF Riasc acd: ROE Sere aE erage F 90 
POLCADLOS SOLUS SIN DO KOS cart creeds, ara.gis ieee 8 Recs inicee : 92 
SGC Gi COC Sis ism tetces sterencices! er siehe ork ko tae shieve: « Shatetar hth wpatae ; 90 
NCIS VAC Sac sic ness tetao ee ciR A chet qu es a vanauaniees tas Wats htee cia cce hs eae Cem 87 
Specmlmeleectricaly eireetsi iw wisca oltedosa olen BN Face ES nce 93 
SHOTS LEEATS sian hs acy een. of EDO ORG. ark PPD eR A ara Mn ce ite 88 
SHamonancieeallerves DOCKS sh weds hoa west 6 sua Neal cs iis son riser ee 89 
Stuns sor Lestoon. Wents (00... 1. os meer szeds Feats duct seen eerete 93 
SRO Gia co etesee ahenere gate ie tre an avs ee ret pene Eos: hes 92 
SW HeCO DORMS: sis dienes CR ok Rat RR ROR COTES Fe ALP ane rity Pah 88 
PUSAN ANT © Sime amt set aah PA cinta toes ertinie key oer oremedt Me beblate. cae. «hs AMR ne ee 46 
Transformers, Installation of ....... RS Neircied oes) Sea eens ial 
TEC APMICNE SLOTROLe CTL IG SHOCK Ws cletecckeaca di ouscacpas onereueme salsa Woke ous (oro 130 
Side re roman COMGUCLONS cemitsrsvaretonsietsts alle v ois sis ave deere «(ee 3, 62,206 
Unused ends of outlets to be insulated ea EO EE CAT EOE 50 
GSU UU CLUE ieee rie enns cM en ee teeta tesa oles alles ol e0Ghe jase ol (ol oie. si /elteienwitS ta ebm ues wi « Low 
DVANCTT UPI a tL ASCOT! 5) axe ei cis) Mer wi acad sie, lass oa eae HRA ahs AO hare esc amter 35 
CONE COTO sal Or Olameiaalecceet ats ie ce! suai. + lerieta tetra) eal Nel ehede apa nies «5 ¢ 6 138 
PASEO Ofer De Mm Cala ten cterceds cts 6, sis) oiaenaiehesiecusbe es: sehen enonets) see. 004. 0. 0% 19 
Wireless telegraph apparatus .....- secs seer cere erreees 106 
~Wires: 
CAT IN Ee  CODACI LY TUG: 45S < sire oer alae ede )'¢ abe eames «6 se o's 43 
(Oa ARDS” Ri eee Rees oA is es Burias (LA OnGee sce coe uae McD: CSc gare oe ON 
Concealedekbnobland tube wORk cic rts. 2 cic certs ee soe a 66 
WGOMCUEES eWVOLIK: Soap seneh abe cosua che, Ghee talttonvnseae eter a Oe ere ee 8 4 0 a) 70 
Entering buildings Ra Me oy wes ese nage Rae saad Pieiaaiel o) oe age 53 
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Wires Continued. 

PRLS CCl apiece, cio e's yo 5. wiveicor's pula Sercayc els eceieies apn ee Pei gnats 67 
aX CUCM OP amen ets ithe: ols c.5i6 clcvonencite, obirene: daay Wale a eee 38,39, 40 
Grounding 0 fodead Shealhs- 5, ccsmsjicuss, 0 cls thie eee opie beaks 58, 76 
TN GAUL CS aeisusterete a sis ole Cale acct oe < takers MER TEIEe Pa Baan eae ar 66 
In conduitevalternatine iSyStemiaw. .-.« sci Seas oie Sel Sees bs 74 
In elevator SHALtS installation + OL wip. ara Mass iad ect eee yee 47 
In metal moulding, alternating current oe ee Uo 0te Fee 75 
JOINS ANOS DN COST Nie sae seis aoe. onc Wis TAS. ole ee ee ae 46 
VE OUD IO WV OTK. © = foreie. cs «dang Sd! Secincecy suena mee eped aca o eeecnee eat ee as 74 
QDEnN WOE WAS DI Dk DIACES |. aiigntcrsne fy paretasrtes nA eaioer fm aaa ree 78 
Open: workerar y~ DIA CES <2..64 Siige nea ther cee peeps ald eders oes 66 
Protections azainst. mechanical 1] WL Vrertanset hic elem ened 63 
Provectiongin (Crossing: wiTes and (D1 DCS: 9-9. -use ieee res 47 
VEUINCOSUAUS Pec ine pie ate Faro, scsteteunitan a loreal oie tee ome esas tet eee ene me 29 
SGIVAICES. 5 aed ctigcusccicic wile lshohe sions outs cee oe ean ole eee Oem 51 
Spacing of, inside WOT elasde pcacbeusntio iakcues Roe Pe nem ein ae eae 48 
SGP ATCC Clgtr: tare eee ret det Sea tbege cee, bs sence wha etevere Se ceabel opeaume noise noes ee 73 
Supporting of in ce CONGUILUS th cons pea ey ee anon hoe mi 1633 
PLC usa cemeatin sete whee SEAR NG hae <, nu conidia ta Isao keersnilge elaendeadnl = Pence ot men NRE a 46 
Trolley, light and power ‘from W RteceAebier dia) Sherk taken ie ater BRR Le 100 
When. considered exposed t6 moisture oo... use iuacen. 66 


vst 


‘B 


a Gareiag 


DOTHE dtd D 


BT A080") 


PRINTED BY 
WILLIAM BRIGGS 
TORONTO 


wD oc 
But. 


Amendments 
to 7 
4th Edition of 


HYDRO-ELECTRIC POWER COMMISSION 
OF ONTARIO 


Rules and Regulations 


for 


Inside Electrical Installations 


Approved by Order-in-Council 
Nov. 27th, 1917. 


- 


The following amendments of the Rules and Regula- 
tions, Fourth Edition, have been made and approved by 
Order-in-Council: 


Clause (e), Page xii, Preface: 

e. Electrical contractors, wiremen or other persons about 
to carry out any installation work must notify the Com- 
mission. The notice must be in writing on the form pro- 
vided for the purpose by the Commission and must be 
accompanied by the amount of the fees in accordance with 
the “Schedule of Fees” published herein. 


Add a new rule h..on Page xii of the Preface to read as 
follows: 

h. No new installation, alterations or additions shall be 
connected to any service or other source of electrical 
energy by any supply authority, an owner of premises or by 
any other firm or person until the work has been duly in- 
spected and a certificate issued authorizing the supply of 
electrical energy. ‘ 


Change first rule on page xiii of the Preface from rule h. to 
rules 1. 


Page (182: A.C. Motors. 

Commencing at the semicolon on the 4th line of the first 
paragraph under this heading and going down to the 
words “starting position” at the end of the sentence, 
rewrite, as follows: 

“Where it is necessary to fuse the circuit beyond this 
limit and in sizes up to and not including 5 H.P. they must 
be started with an approved form of double-throw switch 
(unless some different but equivalent device be used) plainly 
indicating the starting and running sides and so constructed 
that a switch cannot be thrown on to the running side with- 
out first being put on the starting side, and. so that it-can=, 
not be accidentally left in the starting position.” 


Add ‘a new paragraph «inderorwe if; -Rag@e:.26, “to read as 
follows: 

Fuse holders must not be filled with other than approved 

fuses of the proper carrying capacity or must not be bridged 
with wire or other objectionable material. 


Page 51. 
Replace the 2nd paragraph of the explanatory hote under 
rule (a) with the following: 
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“Except where permission has been granted to the con- 
trary, the arrangement of cutout and switch must ‘be such 
that the service wires first enter the latter.” 


In Rule (g), Page 54, strike out the words “not less than 
34” internal diameter and must be,” and add the fol- 
lowing as an explanatory note: 

“ Owners and others are strongly urged to call for not 
less than 34” service pipe so that larger service wires may 
readily be drawn in at some future time should the intro- 
duction of electric ranges or other apparatus necessitate the 
provision of such larger wires.” 
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Add the following note to Rule (i), Page 73: 
“Special permission may be given for the use of var- 
nished cambric insulation in dry or other suitable locations.” 


Amend Rule (c), Page 76, by striking out the period at the 
end of the rule and adding the following words: 

“Or approved double-braided, rubber-covered conductors 

may, in certain permanently dry locations be used in con- 

duit, under special permit in writing from the Commission.” 


Take out the whole of Rule (b), Sections 1, 2 and 3, on 
Pages 87 and 88, and replace it with the following: 

“ The supply for electric emergency lights must be taken 
either from a source separate from that furnishing other 
electric service in the building, or else it must be taken from 
a point on the generator side of the main cutouts or circuit 
breakers, used for other purposes of supply from the same 
source.” 

Where electric emergency lights are used, it is desirable 
that these be fed from a source of supply entirely separate 
irom that used for othér purposes. 

Such a source may be outside or it may be a generating 
plant or storage battery inside the building. 

If a separate source be not available then the supply for 
electric emergency lights must be taken from the generator 
side of the main service cutouts. 

In every case emergency lighting circuits must be pro- 
vided with their own cutouts. 

Under no circumstances must emergency lighting circuits 
be used to supply current to anything but the ‘‘ emergency 
lights.” 


By “Emergency Lights”? is meant exit lights, and all 
lights in lobbies, stair-ways, corridors and other portions of 
a theatre to which the public has access, which are normally 
kept lighted during a performance. 


Replace Rule (e), Page 88, with the following: 

“Must be of the dead-front type and made of incom- 
bustible, non-absorptive insulating material. Plans of each | 
board are to be approved before installation.” | 


The whole section under the caption of * Moving Picture 
Equipments” is stricken out and the following clauses 
inserted under a new caption, “ Moving Picture 
Booths.” 

w. 1. Conductors to moving picture machines must in no 
case be less than No. 6, B. & S. gauge copper wire. 

2. The location and approval of rheostats to be under the 
control of the Inspector of Moving Picture Theatres, but all 
wiring and installation rules in connection therewith to be 
under the Hydro-Electric Power Commission Inspection 
Department. | 

3. Cutouts and switches inside the booth must be of an_ 
approved type and so designed and installed as to eliminate 
possibility of shock or danger from fire. 

4, All lamp cord to be approved reinforced cord and pro- 
vided with wire guards and weatherproof sockets. 

5. No open wiring will be permitted except leads to 
lamps and apparatus. : 

6. All other details of electrical construction must con- 
form to such rules as apply. 


Alter Rule (e), Page 102, to read as follows: 

“Wires may enter buildings through incombustible, non- 
absorptive, insulating bushings sloping upwards from the 
outside or through conduit as required for electric light ser- 
vice (see Rule (g), Page 54).” : 


Alter Rule (b), Section 3, Page 121. to read as follows: 
“Ground connections must be at the transformers and 
must also be made at individual services inside buildings 
when required by the Commission. 
“ When transformers feed systems having a neutral wire, 
such wire must also be grounded at least every 500 feet.” 
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